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PREFACE. 



This work has been written to meet a widely-expressed desire 
for information regarding the management of triple and quad- 
ruple expansion engines and boilers, and the Author has 
endeavoured to produce a book that would, in plain everyday 
language, place before engineers a digest of the experience of 
those who have been in charge of machinery of the above 
description, together with such rules and directions as may 
have been suggested by these experiences, in addition to a 
popular description of the more prominent inventions and 
appliances that have been recently adopted in connection with 
such machinery. 

For much of the technical information contained in this 
work, the Author is indebted to the papers on *' Forced 
Draught," read by Mr. James Howden before the Institute of 
Naval Architects in 1884 and 1886 ; to a similar paper read 
by Mr. A. E. Seaton before the Hull and District Institute of 
Engineers and Shipbuilders in 1891 ; to Mr. B. H. Thwaite, 
for the greater part of the chapter on '< Liquid Fuel"; to 
Professor Vivian B. Lewes, for most of the chapter on "Pitting 
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and Corrosion of Boilers," and which has been taken by per- 
mission from his valuable work entitled Service Chemutry, and 
also for his kind assistance in revising the proofs of that 
chapter. Messrs. T. Eichardson <& Sons have kindly contri- 
buted the specifications of a set of triple expansion engines and 
boilers, besides the description and illustration of Morison's 
Patent Evaporator and Feed-Heater, and a photograph of the 
engines of the P. and 0. Mail steamship Aden, The original 
papers that have appeared in the Engineers' Gazette from time 
to time have also been drawn upon, and various other con- 
tributions quoted, but in nearly every case the sources have 
been mentioned. 

In recognition of the eminent services rendered by Dr. A. 
C. Kirk to the engineering profession, particularly by his 
introduction of the triple expansion engine, and in gratitude 
to him for his generous assistance in revising jbhe proof-sheets 
of this work and furnishing many valuable suggestions and 
items of information, it has been respectfully dedicated to 

him by 

|THE AUTHOR. 
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TRIPLE AND QUADRUPLE EXPANSION ENGINES 
AND BOILERS AND THEIR MANAGEMENT. 



CHAPTER L 

Introdnotion — ^The First Triple Expausion Engine— The AdTUitftges of 
Triple Expansion Engines — Difficulties in the Way of their Adoption 
— Improvements in Machinery and Appliances for Boiler-Making — 
Saying Effected by Employing Triple Expansion Engines — Objec- 
tions to their Use — Quadruple Expansion Engines — ^Their Advantages 
and Disadvantages — Summary. 

The rapid development of the marine engine of late has 
not only placed additional burdens and responsibilities 
upon engineers, but has rendered it imperative that they 
should acquire a knowledge of triple and quadruple ex- 
pansion of steam, and in many cases also of forced 
draught and the use of liquid fuel. It therefore becomes 
the duty of every engineer, who desires to keep in the 
front rank of his profession, to increase his scientific 
knowledge to such an extent as will enable him to deal 
intelligently with the improved applications of energy 
and the altered conditions now presented to him. 

No doubt there are numerous text-books on the steam 
engine from which an engineer may obtain a deal of 
scientific information, but it is quite as essential that he 
should possess practical as well as scientific knowledge 

A 



2 Triple and Quadruple Expansion Engines 

regarding the latest developments of the marine engine. 
There being no book extant which treats of triple and 
quadruple expansion engines, from a practical point ol 
<riew at least, it is hoped that the following particulars 
regarding the latest types of engines, valve-gears, and 
boilers, and the most approved method of working them, 
written in a plain and unpretentious style, and embody- 
ing the recent experiences of engineers who have saijed 
with such engines, may be found of service to our sea- 
going brethren, and meet with their approval. 

Being written so that it may be easily understood 
by all our readers, it is believed that engine-fitters and 
apprentices who intend going to sea would also find it 
to be to their advantage to study the record of experi- 
ences set forth in this treatise, as the knowledge thereby 
acquired would materially assist them in discharging 
their future duties on board ship, and render their 
services much more acceptable to their chief and fellow 
engineers than they would otherwise be. 

It is only within the last few years that triple ex- 
pansion engines may be said to have come into general 
use, but as early as 1874 Mr. W. H. Dixon, a Liverpool 
shipowner, being fully alive to the advantages that had 
been gained by the compound over the common engine 
with increased steam pressure, resolved to go a step 
further, and he accordingly instructed Messra^John Elder 
& Co., the well-known engineers and shipbuilders, to 
replace the machinery of his s.s. Propontis by new 
machinery, the boilers to be water -tube boilers on 
Eowan & Horton's patent, for a working pressure of 
150 lbs. per square inch. In these boilers the water 
was contained insirfe a number of wrought-iron tubes. 
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which were of small diameter and, consequently, of great 
strength, while the fire acted on the outsida 

Mr. A. C. Kirk was entrusted with the designing of 
the necessary machinery for utilising steam of this high 
pressure, and in order to obtain the best results he found 
that it would be necessary to expand the steam in three 
cylinders successively instead of two as in the compound 
engine. By this an*angement the variation of tempera- 
ture in each cylinder would only be two-thirds of that in 
a^ two-cylinder engine, while the advantages to be gained 
by it may be summed up as follows : (a) a higher rate of 
expansion ; (&) the loss from variation of temperature in 
the cylinders would be less ; (c) the initial strains would 
be less, which would admit of a corresponding decrease in 
the size of the working parts. 

The engines were of the ordinary inverted type, with 
tliree cranks, and the cylinders were 23 inches, 41^ 
inches, and 62^ inches diameter respectively ; and it may 
be interesting to learn that they gave every satisfaction. 
It was unfortunately different with the boilers, however, 
as the chambers above the fires of two of them were 
burnt and afterwards burst. They were then taken out 
and the ordinary type of boilers with a working pressure 
of 90 lbs. substituted, with which the engines worked 
satisfactorily, but not, of course, with the same economy 
as with the higher pressure. After the use of high- 
pressure steam in boilers of the ordinary type was estab- 
lished, these boilers were removed and replaced by boilers 
suited to the original pressure of 150 lbs. Owing to the 
failure of the water-tube boilers, shipowners were unwil- 
ling to run the risk of using steam at a high pressure, 
and it was not until 1877 that a further attempt was 
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made. It was then principally owing to the great 
improvements in the manufacture of mild steel that 
boilers of the ordinary type were constructed of this 
material, its superior strength enabling boiler -makers to 
increase the pressure 30 per cent, for the same thickness 
of plate, or, what is equivalent to this, for an equal 
pressure the thickness of plate could be reduced 25 
per cent. 

About this time also great improvements were made 
in the machinery and appliances used in boiler-making, 
notably those for the bending, flanging, and rivetting of 
plates, whereby thicker plates could be worked than had 
previously been possible, and the adoption of methods of 
stiffening the furnaces, notably the introduction of Fox's 
corrugated furnace, in addition to the other improvements 
mentioned above, admitted of the construction of boilers 
to withstand a much higher pressure than before. 

The saving eflfected by the adoption of the triple 
expansion type of engine, so far as can be learned from 
the performances of a comparatively limited number of 
steamers, varies from 20 to 30 per cent, consequently 
25 per cent, may be taken as the average saving. This 
is a matter of the utmost importance to the shipowner, 
and it is not surprising therefore to learn that nearly 
every steamer now in course of construction, more especi- 
ally those intended for long voyages, is being fitted with 
this type of engine. 

It was at first considered by some that the durability 
of such boilers would be much inferior to that exhibited 
by tliose working at a lower pressure, and would, more- 
over, entail a greatly increased expenditure in order to 
maintain them in a state of efficiency. Judging from 
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the conditdon of Uie boilers of a number of steamers that 
have been running for some years, and the comparatively 
small amount of repairs they have required during that 
time, these objections do not appear to be well founded. 
On the other hand, taking into consideration the fact 
that the improvements in the machinery and other appli- 
ances, and also in the construction of marine boilers, have 
fully kept pace with the increase of pressure, it is not 
too much to expect that the boilers now constructed will 
last nearly, if not quite, as long as those made in previous 
years. 

The greater space occupied by the triple expansion 
engine is another objection often urged against its adop- 
tion, it being evident that three cranks must take up 
more room in a fore and aft direction than two. As a 
set-off to this, it must be remembered that the con- 
sumption of fuel is from 20 to 30 per cent less than in 
the compound engine, which admits of a corresponding 
reduction in the size of, and consequently in the space 
occupied by, the boilers. Again, since the consumption 
of fuel is from 20 to 30 per cent, smaller, the bunkers 
may be reduced in size to a similar extent, and in many 
cases, where there are athwartship bunkers, they may 
be dispensed with, and the space occupied by them 
utilised in lengthening the engine-room. Some builders 
also construct triple expansion engines with the valves 
at the back, indeed those of the Propontis were arranged 
so, and this arrangement is much used at present, while 
in some cases they are placed in front of instead of 
between the cylinders, thus bringing them closer together ; 
by this arrangement the three cranks only occupy about 
the same space as that previously required for two* 
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This plan is usually adopted in steamers where the old 
engines are to be replaced by triple expansion, as it 
entails the minimum amount of alteration in the engine- 
room, and in most cases renders unnecessary the shifting 
of bulkheads and bunkers. From the foregoing it will 
be readily seen that the space occupied by the machinery 
and bunkers exceeds very little, if any, that previously 
occupied by the two crank compound engines. 

The success of the triple expansion engine has induced 
some engineers to build engines of the quadruple expan- 
sion type, employing an average boiler pressure of 180 lbs. 
per square inch. A number of leading engineers are of 
opinion, however, that these engines will not come into 
as general use as the former, the reasons assigned being 
that the advantages to be gained are not considered 
sufficient to compensate for the additional expense, unless 
the pressure is at least 200 lbs. But we have as yet 
little or no experience of how the present materials of 
which boilers or cylinder are made will behave under 
this high temperature and pressure. The tendency is 
towards the use of higher pressure, and gradual experi- 
ence is the safest guida As to their advantage, the 
additional power gained by using steam above 150 lbs. 
pressure is theoretically very small, and it is extremely 
probable that any gain would be more than counter- 
balanced by losses from leakage, etc., and four cylinders 
being employed instead of three there would be a further 
loss from increased friction. In one case that has come 
under notice of quadruple expansion engines working at 
a pressure of 190 lbs. per square inch, it is asserted th&c 
the consumption has been as low as 1*25 lbs. per indicated 
horse-power per houi*, but it would be necessary to have 



and Boilets and their Management. ^ 

reliable data of the vessel's performance during several 
ordinary voyages before this exceedingly small consump- 
tion could be accepted as trustworthy. Another difficulty 
would be to construct boilers of the present design to 
withstand much higher pressure than those now in vogue. 
The quadruple expansion type has its uses^ however, as 
the ordinary compound engine with two cranks may be 
easily converted into one, in which the steam expands in 
four cylinders successively, by placing two new cylinders 
on top of the two old ones, the high pressure being above 
the third and the second above the low pressure cylinder, 
thus making of it a two crank tandem engine. 

Notwithstanding what has been said regarding the 
relatively small gain in economy to be derived from the 
additional cylinder, and the questionable advantages of 
high steam pressure, the adoption of quadruple engines 
appears to be slowly yet surely increasing, and instances 
are not wanting which go to show that quadruple ex- 
pansion may prove more advantageous than is frequently 
assumed to be possible. An interesting comparison be- 
tween triple and quadruple expansion engines has lately 
been made by Messrs. Yarrow, of Poplar, who have con- 
structed six first-class torpedo boats for the Argentine 
Government. Five of these vessels were fitted with triple 
engines and the sixth with quadruple expansion engines. 
These engines have four inverted cylinders acting on four 
cranks on one shaft. The cylinders are respectively 14 
inches, 20 inches, 27 inches, and 36 inches in diameter, by 
16 inches stroke. The engines are placed in pairs, each 
pair having its cranks opposite one another, which arrange- 
ment balances the moving parts and reduces the vibration 
of the vessel. The boilers of the whole set of vessels are 
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of the locomotive type, having copper fireboxes and brass 
tubes. At the official trial six runs on the measured mile 
were made, and a continuous run of two hours. The 
result gave an average speed of 24*426 knots on the 
measured mile runs, and an average speed of 24*4 knots 
on the two homes' continuous run. The average number 
of revolutions on the measured mile runs was 433 per 
minute, and on the two hours' run 432 per minute; the 
average steam pressure being 199 lbs. The average indi- 
cated horse-power of the five first-class boats with triple 
expansion engines was found to be 1120, while the 
quadruple expansion engines developed 1230 indicated 
horse-power, showing a gain of 110 horse-power, or 10 
per cent., the consumption of fuel being the same. 

Quadrupling also affords a very convenient means of 
increasing the power of compound engines. A practical 
example of this is supplied by Mr. E. Carson, of Hull, 
who mentions a vessel, the engines of which were of an 
economical compound type, indicating about 480 horse- 
power, the average consumption of coal for the voyage 
from Hull to Amsterdam and home being 32 tons. 
After quadrupling, and replacing the boiler by one of 
his own special design, the engines indicated 540 horse- 
power, and the consumption of fuel was reduced to 
20 tons per voyage for all purposes, thus making a 
saving of 12 tons per voyage. He accordingly advises 
the shipowner, who is despondent over being the possessor 
of a steamer, the engines of which are becoming obsolete, 
to quadruple his old engines, and thereby obtain the 
necessary economy to enable the old vessels to compete 
with those of more modern type. Of course, in this 
instance^ much of the improvement — probably the major 
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portion — would be due to the boiler, but evidently 
the gain due to quadruple expansion is such that under 
certain circumstances it may be adopted with advantage. 
Having briefly described the most recent types of 
engines in use at the present time, it may be interesting 
to sum up the advantages obtained by using steam of 
from 140 lbs. to 160 lbs. per square inch. The average 
consumption of good compound engines is about 2 lbs. 
per indicated horse-power per hour, while with triple 
expansion engines the average is about 1^ lbs. per hour, 
or a saving of 25 per cent. By employing three cranks 
the engines run much more smoothly, thus admitting of 
a higher speed of piston, and consequently a smaller 
area of cylinder is required inversely proportioned to 
the increase of speed. Again, by adopting three cranks 
the initial strains are lessened, thereby enabling smaller 
working parts to be substituted, so that triple and com- 
pound engines weigh practically the same per horse- 
power; but, the consumption of fuel being less for a 
given power and speed, the vessel is able to carry 
proportionately more cargo. 



CHAPTEE IL 

Loss of Power through Friction — Pistons and Packing-Rings — How they 
should be Fitted — Compression required — Excessive Pressure of some 
Springs — Devices intended to obviate this — Solid Packing-Rings — 
Ramsbottom Rings — CJoach Springs— Modem Coil Springs — ^Their 
Advantages — How to apply them. 

It is an indisputable fact that every portion of machinery 
in motion necessarily absorbs a certain quantity of 
power. Every moving joint abstracts its quota, which 
might otherwise be doing useful work in propelling a 
ship; and engineers have striven with more or less 
success to reduce this loss to a minimum, by simplify- 
ing parts, and by making improvements in the details of 
construction. 

There are two parts of the steam engine (and these, 
perhaps, the most important of any) in which compara- 
tively little progress has been made, notwithstanding 
the many ingenious devices that have appeared fron(i 
time to time — viz. the piston and steam distributing 
valves. Of the loss of power through friction of these 
moving parts some idea may be formed by the amount 
of wear which takes place in packing-rings and valve- 
faces. An apparatus was constructed in the United 
States some time ago for testing slide valves (described 
in Ungineering, August 20, 1886), when it was found 
that from 4 J to 7 J per cent, of the total power shown 
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by the indicator diagram was required to work the slide 
valve alone, and doubtless thousands of pistons are now 
working with equally bad results. The cause is not far 
to seek. The idea that packing-rings should possess 
unlimited elasticity goes far to account for it They 
are consequently often backed up by springs, which 
would follow up the bore of the cylinder were it even 
half an inch larger at one end than the other. The 
result of this excessive pressure and elasticity is enormous 
friction and rapid destruction of both cylinder and 
piston-ring, while the gradual formation of hollows in 
the softer portions of the cylinders intensifies the evil 

Pistons should be made steam-tight, with tht least 
possible lateral pressure, a very small amount of com- 
pression being quite sufficient to make them steam-tight 
The excessive pressure of packing-rings is sometimes 
due to steam getting into the space behind the packing- 
ring. In the older forms this was attempted to be 
obviated by carefully scraping the packing-ring so as to 
be a floating yet steam-tight fit between the flange of 
the piston and the junk-ring. Many patent devices 
have been introduced to secure this, such as fitting two 
packing-rings forced apart by some arrangement of 
springs, so as to maintain a steam-tight joint between 
the packing-ring and the piston and junkring. But 
after working some little time, steam ultimately finds its 
way behind the ring and presses it against the cylinder, 
thereby defeating the object aimed at 

In the case of piston valves, one of the most successful 
fittings is that in which the packing-ring is simply an 
adjustable solid plug, and this has been in use for some 
time in large first-class steamers. It may be mentioned 
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that the same thing was done, but not in quite so simple 
a form, very many years ago by Seaward, of London, 
and was adopted by the Pacific Steam Navigation Co., 
the ring being bolted at the joint (Fig. 1), and a distance 
plate fitted in to make it a swimming fit This device 
has also been applied to pistons. Otherwise, packing- 
rings are made very stiff, so that the steam may not, after 
a slight wear, press them too hard against the cylinder ; 
and when they are made stiff in this way, they have 
usually one or more rectangular grooves, from ^ to -^ 




Fig.l. 

inch diameter, carried all the way round their outside 
surfaces, parallel to the piston-flange, in each of which 
is fitted a ring of square section made of hammered 
or spring - tempered brass, and termed a Eamsbottom 
ring, after its inventor, who first applied this device to 
locomotive engines. They make an excellent packing, 
and are much used for high-pressure and intermediate 
pistons. One important point is that the packing-rings 
should not bear in any way against the piston, so that 
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while the piston-rcnl follows its own path, the rings may 
freely follow the inside of the cylinder. 

With the old coach -spring arrangement it was 
endeavoured to secure this by making the springs abut 
against a solid floating-ring, concentric with the pack- 
ing-ring, but these springs were in some cases set to 
give such an excessive pressure as actually to reduce 
the revolutions of the engine. The packing-ring should 
be sprung out to fit the cylinder, and the coach springs 
'' set " in such a manner that they may be readily pushed 
down into their places by hand ; and, in the various forms 
of piston we now proceed to describe, this point will be 
found to be attended to. 

These springs are now practically discarded in favour 
of the modem coil springs, having both a lateral and 
vertical action ; and as the packing-rings, if a good fit, 
require only a very small amount of compression, care 
should be taken that the junk-ring does not compress 
them too much, as even with this class of spring an 
enormous pressure can be put upon the cylinder walls. 
Although it is most important that the packing-rings 
should not be too tightly set up, it is equally important 
that they should not be too slack, for if steam is per- 
mitted for any length of time to pass between either the 
packing and junk rings, or the packing-ring and piston, 
the exposed surfaces become very rough ajid irregular, 
owing to the action of the steam upon them. The con- 
sequence will be that, however tightly the packing-ring 
may afterwards be set up by means of the springs, it will 
pass steam owing to the roughness and irregularity of the 
working surfaces. This is perhaps not of so much con- 
sequence in the high-pressure cylinder, as the steam that 
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passes will be utilised in the low-pressure cylinder ; but if 
the low-pressure piston is passing steam it becomes a 
serious matter, for, in addition to the loss caused by the 
steam rushing straight into the condenser instead of 
doing useful work, the live steam will impair the 
vacuum, and throw more work on the circulating pump, 
on account of more circulating water being required to 
condense that steam,* and consequently the revolutions 
of the engine will be reduced. 

As many engineers are still unacquainted with the 
various forms of patent pistons and rings now in use, it 
may perhaps be advisable to describe one or two of those 
that are most approved of, and the methods of adjusting 
them as recommended by their makers. Haythorn's 
patent piston, manufactured by Messrs. Haythorn & 
Stuart, of Eastwood Engine Works, PoUokshaws, Glas- 
gow, who are the patentees and sole makers, has been in 
use for over five years, under all conditions of working, 
and in various sizes up to nearly 100 inches in diameter, 
and the patentees guarantee to the users of these pistons ' 
an economy, or increased effective power, of at least 
5 per cent, in each instance, besides the great saving in 
repairs, renewals, and disuse of lubricants. Fig. 2 is a 
plan, section, and elevation of an ordinary marine piston 
for inverted cylinders. The packing consists of two 
strong rings, of L section ; these are expanded radially 
by a chain consisting of flat wrought-iron links, and 
double cast-iron or brass pads alternately. At opposite 
sides these links give place to— -on one side a strong 
spiral spring contained in two half boxes, and on the 
other an adjusting screw and nut. The link pads are 
in halves vertically, and between these, threaded on their 
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brass connecting pins, and between one of them and the 
wrought-iron link is a short spiral spring, separating the 
half pads against the flanges of packing-rings with a 
constant pressure. The adjusting screw forces the links 
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Fig. 2. 



round against the spring opposite, compressing it a 
measurable distance within the half boxes, never more 
than T% to J inch for the largest diameters. It will thus 
be seen that the vertical action is constant, and just 
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sufficient to produce steam-tight contact between the 
packing-rings, junk-ring, and piston-flange, and that the 
expanding pressure being applied through jointed links 
is transmitted radially and equally all round the packing- 
rings. 

There is a modification suitable for smaller diameters, 
and for high - pressure cylinders. In this case the 
packing-ring is in one piece, having its ends prolonged 
and with shallow grooves formed on outside to contain 
a water packing. In this design there are no springs 
either for radial or vertical pressure. The rings are ex- 
panded until they exactly fit the bore of cylinder, and 
the junk-ring is then screwed down, thus making it 
equivalent to a solid block. When this is applied to 
tandem, triple, or quadruple engines, in the upper cylinder 
it forms the best possible guide for the rod, the lower 
cylinders in this instance having floating-rings, as in 
Fig. 2. This arrangement is said to have been particu- 
larly successful, and in instances where it has replaced 
ordinary packing that had been wearing as much as ^ inch 
open in a voyage its wear has been quite inappreciable. 

Another very successful patent is that manufactured 
by Messrs. Lancaster & Tonge, engineers, Pendleton, near 
Manchester, and known as the Lancaster patent piston. 
This is made in two forms, the Lancaster spiral coil 
piston and the Lancaster patent serpent coil piston. 
The spiral coil spring, Fig. 3, has two actions : first, the 
continuous effort of the straight spiral spring when forced 
into the circular rings to recover its original form ; second, 
the straight spiral spring being diametrically compressed 
when forced into the rings, the continuous effort to re- 
cover its original diameter* The lateral pressure is thuL 
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obtained bj forcing the rings against the sides of the 
cylinder, and the vertical pressure by the rings being 
grooved to the circle of the spring, thus forcing tJie rings 
against the block and jnnk-ring. 

The advantages claimed for this spring are that it i? 
simple and reliable even in unskilled hands, as, the vertical 
pressure being obtained from the lateral, too much friction 
cannot be exerted against the aides of the cylinder in 
screwing down the junk-ring. It is self-adjusting and 
perfectly steam-tight, with a minimum of friction. 



Fig. 8. 

The method of putting in this spring is as follows: 
Place the ends of the spring together in the cylinder, 
holding them firmly whilst forcing in the spring. When 
taking the spring out, hold the ends firmly, draw the 
opposite part of the spring to the end of the cylinder, 
then gradually draw out one end of the spring, keeping 
tight hold of the other. It must be bonie in mind that 
this spring will always resume its straight form. 

The Lancaster serpent coil differs from the spiral 
coil, as will be seen in Die illustration, Fig. 4. It is a 
round section of tempered steel, and the makers claim 
that it has many advantages over the universally known 
style advertised by many engineers, all made from a 
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flat section, so that unless very accurately fitted the 
piston becomes to all intents and purposes a solid piston, 
an impossibility with the " serpent," as the round coil 
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against a flat surface CHtiTiot bind, but causes a levolving 
tendency in the packing- rings. There is no difficulty in 
putting tbeni in place ; the rings being plightly rounded, 
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the round coil slips in with the greatest ease. Messrs. 
Lancaster & Timge have also a patent piston - block, 
Fig. 5, of which the following is a description : they 
are fitted with their patent springs for keeping the body 
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of the block from the cylinder and the rings from being 
driven inwards, thus obviating the uneven wearing of the 
cylinder by the block bearing on it. This is prevented 
by turning the grooves shown in the junk-ring and 
bottom flange so that the rings rest on them, but, being 
free to expand, keep the piston perfectly steam-tight. 
One important fact in connection with this patent is that, 
after boring out a cylinder, the old block can be used by 
turning down the grooves in the junk-ring and bottom 
flange to the exact depth required, and the rings and 
springs, by standing prominent, will be thoroughly 
efficient, thus saving the expense of a new block. 

Another form of piston-spring 
is that known as Kickaby's patent 
improved self-adjusting metallic 
outer ring, made by A. A, Kickaby, 
Bloomlield Engine Works, Sunder- 
land. It consists essentially of a 
spiral coil spring of steel, as shown 

in Fig. 6, which sufficiently explains its construction. 
The advantages claimed for it are : it can be fitted to 
any existing piston - block, being made by a patent 
machine ; it is ready for use without turning or chasing ; 
and, being of steel, it is much more durable, elastic, 
and less liable to corrode by the action of the con- 
densed water and steam. The rings being self-adjust- 
ing are consequently always steam-tight, the action 
of the spring gives them a rotative motion, and this 
action has the effect of keeping the cylinders perfectly 
true with a minimum of friction, increasing thereby the 
power developed, and effecting a saving in the consumption 
of fuel. To iit these rings into the cylinder— (1) put 
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tlie engine on the bottom centre, take the two half-rings 
(without the spring) and put them into the cylinder, see 
that they move freely from top to bottom, keeping the 
joints barely ^ of an inch open in the tightest part 
of cylinder. (2) Bring the piston to the top, put 
the two half-rings in (still without the springs), plac- 
ing four pieces of lead wire about \ of an inch long 
and tV of an inch thick on the top of them — then 
put the junk-ring on and screw it down tight — upon 
taking it oflF again there ought to be ^ inch free. 
(3) Wipe dry the cylinder and outside of rings, put 
the spring into rings, placing clams on the inside, and 
screw down easy, place the hoop on outside of rings, 
screw the joint up close, then tighten the clams to 
keep rings from slipping back, take the hoop off and 
place the rings into the cylinder, take the clams off and 
put on the junk-ring. It is stated that over 10,000 of 
these pistons have already been fitted, which would 
indicate their superiority over the ordinary piston rings 
and springs. There are numerous other patent pistons 
and springs in the market, but as they all more or less 
resemble those already described engineers should have 
little difficulty in adjusting them, the main point to 
remember being that they should never be made too 
tight a fit in the cylinder. 



CHAPTER IIL 

The Slide Yalve— Importance of keeping it in Order— Arrangements for 
Reducing Friction — The Piston Valve — Its Advantages and Dis- 
advantages — Haythom*s Patent Piston Valve — Radial Valve-Qoars — 
Reason for their Adoption — Hackworth's, Marshall's, Bremme's, 
Kitson's, Kirk's, Bryce Douglas', Joy's, Walschaert's, Morton's, 
Brown's, and Sisson's Radial Valve - Gears — Requirements of a 
Theoretically Perfect Slide Valve-Gear — Comparison of the Different 
Valve-Gears. 

In order to obtain the greatest efficiency and economy 
from the working of the engines it is essential that they 
should be periodically examined and maintained in the 
best possible order. One of the most important parts 
being the slide valve, a fair knowledge of its action, its 
proportions, the changes that can be made by the various 
alterations of lead, steam, and exhaust lap, the position 
of the sheaves, and the setting and adjustment of the 
valve-gear, is necessary — if efficiency and economy are to 
be studied. Too much attention cannot be bestowed 
upon the setting and adjustment of the valve, and, when 
tightening the nuts or cotters on the valve-spindle for 
the purpose of securing it, great care should be taken to 
prevent it being jammed. The valve should be perfectly 
free to move on the spindle, but without the slightest 
end play. This will admit of the steam pressing it 
against the cylinder face, and also ensure the minimum 
amount of friction. The amount of lead to be allowed at 
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the top and bottom of a slide valve varies, of course, 
with the class of engine; but, generally speaking, with 
an increased -speed of piaton the lead may be increased. 

Slide valves should be regularly and carefully examined, 
and whether the valve be a piston or the common slide 
all working surfaces should bo perfectly eteam-tight. 
The valve-faces should be kept aa smooth as possible, 
and every opportujiity taken to ease any hard or rough 
places that may appear, in order to reduce the friction to 



Fig. 7. 

a minimum. One great objection to the use of the 
ordinary slide valve is the excessive resistance, which is 
almost wholly due to the friction of its working surfaces, 
and which increases when the pressure is increased. In 
order to relieve the pressure on the faces of large slide 
valves, such as are used in marine engines, the usual 
practice is to fit a ring or some similar contrivance on 
the back of the valve, so as to reduce the area exposed 
to the steam pressure, and thereby diminish the total 
pressure on back of valve. 
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One method, and perhaps the best, is that known as 
the "Church" equilibrium ring. Fig. 7 is a sectional 
elevation of a slide valve with this ring fitted on the 
back. Fig. 8 is a plan of the ring, R is the principal 
ring of channel section as shown. This is kept up 
against the planed face of the inside of the valve chest 
cover by means of springs, SS ; there are ako one or 
more Ramsbottom rings, a a, for the purpose of prevent- 




Fig. 8. 

ing the escape of steam past the ring E and the groove 
inside which it works. The ring R is thus kept steam- 
tight on two faces — viz. its upper face and the inside face 
of the ring, thus preventing any escape of steam into the 
space on the back of the slide valve enclosed by R By 
this means the steam pressure on the working face of 
the slide valve is reduced by the amount of pressure on 
an area equal to the area of the ring R on its outside 
diameter. 
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Numerous arrangements of this kind have from time 
to time been fitted to the back of slide valves for the 
purpose of reducing friction, but none of them have given 
complete satisfaction, indeed some actually produced more 
friction than they were designed to reduce, while others 
after working for a time got out of order and were then 
worse than useless. It was to get rid of these dis- 
advantages that the piston valve was designed. It con- 
sists essentially of two pistons working in a cylindrical 
chamber and connected by a rod, the distance between 
the pistons being equal to the width of the exhaust port 
in an ordinary slide valve, while the depth of the pistons 
corresponds to the length of the valve-face on each side 
of the exhaust port. Steam is admitted outside the 
pistons, and it exhausts from the cylinder between them, 
from whence it goes into the exhaust passage in the 
usual manner, or vice versa. The advantages of a piston 
valve are : the port area is about three tim^s larger than 
that of a flat valve of the same dimensions across, and 
the steam pressure, being equal all ix)und the valve, is 
balanced, the friction accordingly being greatly diminished. 
Great difficulty is said to have been experienced by some 
engineers in keeping these valves steam-tight, although 
others maintain they are as tight, perhaps tighter, than 
flat valves ; but, notwithstanding this, they appear to be 
rapidly coming into favour and are now generally fitted 
in triple expansion engines in place of the ordinary slide 
valve. 

When the valve is constructed so as to be drawn out 
by the top, steam is admitted between the valves, and 
the upper piston is made larger than the lower, so as to 
balance the weight of the valve ; but when it has to be 
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drawn downwards, the steam is admitted by the outer 
ends of the valve, and the lower one is then made the 
larger of the two. 

Piston valves can, however, be made and kept quite 
steam-tight and practically frictionless, provided they 
are properly constructed and supplied with springs and 
efficient means for accurately expanding the ring radially, 
adjusting it with the utmost nicety, and securing it firmly 
when it fits the chamber. It should not, when thus con- 
structed, be more liable to get out of order than a solid 
plug, and, in first cost, it will compare most favourably 
with any other kind of piston. For large cylinders two 
or three piston valves can be arranged instead of one 
large slide valve, and there are instances known where 
old low-pressure slide valves have been replaced by a 
casting containing two piston valves bolted on the cylinder 
face, which gave every satisfaction in working. 

There is little doubt that the prejudice against the use 
of piston valves is mainly due to the fact that so many 
of them, fitted with complex spring arrangements, have 
been tried and found wanting. In many of these the 
rings collapsed under the compression of the steam at 
the turn of each stroke, thereby in a short time knocking 
themselves to pieces ; and, further, the resistance to wear 
of the chamber at the steam ports being less than that 
at the solid portion, this allowed the ring to gradually 
produce enlargement, or " barrelling," at that particular 
place, thereby increasing the collapsing action. 

This has resulted in many cases in these spring piston- 
rings being removed and solid piston-blocks put in their 
places. The advantage of this plan is that it prevents 
" barrelling," but the obvious difficulty is to keep them 
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steam-tight after the slightest \?ear takes place, and con- 
sequently these solid pistons have to be frequently 
renewed. Perhaps the best method of keeping piston 
valves tight would be to employ 
the form of ring shown in Fig. 1. 
This ring being, when screwed up, 
practically solid, it possesses all 
the advantages of solid pistons, 
■while by means of the joint the 
slightest possible amount of wear 
can be taken up by simply put- 
ting in a thicker liner, thus keep- 
ing the piston always a floating 
fit 

One of the most successful 
piston valves is that known as 
Haythorn's patent, which has been 
in use for over five years, and the 
patentees claim that in addition 
to the increased effective power, 
due to the diminished friction of 
the working parts, there is a 
great saving effected in repairs, 
in renewals, and in the disuse of 
lubricants. 

Fig. 9 shows a vertical section 
and plan of one of these piston 
valves, the lower half of section 
being arranged as a solid or close valve, and the upper one 
being hollow, and forming communication between top and 
bottom ends of valves. The arrangement of rings and. 
adjustments is precisely similar to that used for small 
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cylinders, the rings being adjusted to fit the valve chambers, 
and firmly secured ; the outer ends, being prolonged, give 
both a free admission and exhaust These valves can be 
readily /arranged on the "trick" principle, and, from the 
fact of their being securely prevented from expanding, a 
multiple-ported chamber is unnecessary, only a sufiBcient 
number of ties to keep the chamber together being 
required, thus reducing the diameter necessary for provid- 
ing the requisite port area. 

As already stated, most builders now construct triple 
expansion engines with their valves either in front or 
at the back of, instead of between, the cylinders, and as 
the three cranks thereby only occupy about the same 
space as that previously required for two, it is evident 
that in many cases there will not be sufticient room on 
the shaft for three pairs of eccentric sheaves. Some 
modification of the old form of valve -gear, therefore, 
became necessary, and a number of gears principally 
designed to overcome this difiBculty, and known as radial 
valve-gears, are now in use. Kadial valve motions are 
very convenient, as they do away with the necessity of 
eccfentrics, and thereby allow the bearings to be brought 
up close to the cranks, thus giving greater strength and 
stability, at the same time making the engines more com- 
pact, and they have been adopted in many instances, we 
believe, on this account alone. As these valve-gears are 
not generally known amongst marine engineers, a de- 
scription of some of them which have been pronounced 
the most successful, and are now generally used, may be 
serviceable. 

Figs. 1 and 1 1 show Hackworth's radial valve-gear. 
One end B of the rod BD is constrained to move in a 
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circular path about the centre of the crank shaft, the 
other end D of this rod is constrained to move in the 
slot of a link D, the result being that any point, as E, in 
the rod will describe an ellipse^ the direction of this 




Fig. 10. 

ellipse being regulated by the position of the link D. 
Fig. 10 shows the link D at the end of the rod BD, 
whereas Fig. 1 1 shows the link at an intermediate posi- 
tion between the point £, which describes an ellipse, and 




Fig. 12. 



Fig. 11. 



the point B, which describes the circular path. Some- 
times the link is curved, as shown in Fig. 12. By 
moving the link D into dififerent positions about its 
centre D as fulcrum, varying grades of expansion are 
obtained, and by this means also the engines are 
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reversed. When the D is in a horizontal position, so 
that it lies in the direction of the straight line AC, the 
result is that no motion is imparted to the slide valve ; 
but when the link is in any other position, such as B 
or C (Fig. 10), the valve is in gear for going ahead or 
astern. 

The great advantage of this gear, in addition to doing 
away with the eccentric, is the improved motion imparted 
to the valve, there being two quick and two slow motions 
in a revolution, the quick motions occurring at the point 
of cut off and the slow motions during exhaust and pre- 
vious to the admission of steam. A considerable variation 
in the amount of cut off is possible with this arrange- 
ment without wire drawing from a small opening and 
slow closing of the port, as is the case with the common 
link motion. The chief objections urged against this 
gear are the excessive friction, and consequent wear on 
the sliding blocks, and the liability of so many pins to 
derangement. The first of these is the most valid, and 
it has been overcome to a great extent by fitting rollers 
instead of blocks. In both ways, however, this gear has 
worked fairly well ; and for engines of small power it is 
a very convenient arrangement, especially when much 
variation in the amount of cut off is required. 

Marshall's gear is a modification of Hackworth's, and 
differs from it in the method of getting the oblique motion 
of the rod end. 

Figs. 13 and 14 show the plan adopted by Mr. Mar- 
shall. Here the eccentric rod is hung by means of a rod 
from the end of a lever on a reversing shaft, in such a 
way that it moves on the arc of a circle inclined to the 
centre line. The motion is not quite so perfect as with 
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the inclined sliding bar, and necessitates double ports to 
the bottom end of the slide valve, in order to get as much 
opening to steam as there is at the top end ; but there is 
less friction, and, on the whole, it works most satisfactorily. 
The pins require to be of good size, and they should all 
have adjustable brasses to provide for the large amount 
of wear which of necessity comes on them. 




Fig. 14. 

Fig. 15 shows Breuime's gear, which, it will be seen, 
bears a striking resemblance to Hackworth's gear, already 
described ; indeed, they are so much alike, that further 
description will be unnecessary. 

Fig. 1 6 shows Kitson's gear. In this gear the circular 
motion of the crank pin A imparts a reciprocating motion 
to the end S of the rocking lever (n r s), which moves 
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about (r) as fulcrum, the other end (n) giving an oscillat- 
ing motion to the bell-crank slotted link (ft L 111), which 
works about D as centre, the point 6 of the radius rod 
(c/6) works in the slot of this link, and according to its 
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position determines the motion of the lever {fed) which 
works about as fulcrum, the end d being attached to 
the valve-spindle, and the end / attached to the cross- 
head pin D by means of the connecting link / D. 




Fig. 16. 

Fig. 1 7 shows Kirk's gear. The motion of the valve 
V is obtained from the piston-rod crosshead, through a 
bell-crank link L. This being placed a proportionate 
distance from the centre or fulcrum / of the air-pump 
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lever gives a motion (when in mid gear) to the valve 
V, equal in extent to the " Zap + lead " from the cross- 
head, the extent or port opening being obtained from the 
vibration of the bell-cmnk link L, which is driven from 
the connecting rod by means of a link M connected to a 
compensating lever K, by means of which latter the error 
due to the working of the connecting rod is corrected. 







Fig. 17. 

The advantages of this gear are that, by dispensing with 
eccentrics, the engine is somewhat shortened in the ship, 
and access to the main bearings and connecting rods is 
much facilitated. It is only applicable where the valves 
are at the back of the cylinders. 

Fig. 18 shows Bryce Douglas* gear, in which a bell- 
crank link is also used. It bears a close resemblance 
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to Kirk's gear, both using che motion of the air-pump 
lever. 

Fig. 19 shows Joy's valve-gear. PQ is the connecting 
rod, B is the piston-rod, CP is the crank. Take any 
point E in PQ. This point E will describe an elliptical 
figure as shown by the dotted lines. ET is the com- 
pensating lever ; this is a very important detail in this 
jear, since the point S, in the compensating link ET, 
describes a flattened ellipse as shown in dotted lines, 
thus causing the fulcrum F to have an equal and sym- 
metrical motion. While S describes the flattened ellipse 
before mentioned, the fulcrum F slides to and fro in the 
slotted link HH, fulcrumed at F, at the same time the 
point E on SF produced describes an elliptical figure as 
shown by the dotted lines. This determines the motion 
of the slide valve, which is obtained through the connect- 
ing rod or link ED, and so to the valve rod A. Draw 
horizontal lines from the top and bottom of the ellipse 
described by the point E, and where they intersect the 
vertical line aft, determine the amount of travel =a 6 = ^. 
As in Hackworth's gear, there are two quick and two 
slow motions in a revolution, and just when required the 
amount of opening is equal at both ends of the valve, and 
an earlier cut-off can be obtaine«l without an excessive 
amount of lead and compression, or too early opeiwng of 
exhaust. This gear is now one of the most successful of 
its kind, and is extensively adopted by marine engineers. 
The chief objections are that it prevents the principal 
moving parts being readily got at when working, and 
further, a very small amount of wear at the joints 
would alter the motion of the valve, and cause the 
gear to clatter badly. This may be remedied, however, 

c 
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Fig. 19. 
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by making the pins laiger, and by having adjoatable 
joints. 

Fig, 20 3I10W8 Walschaert's valve-gear as applied to 
a marine engine. C is the crank shaft, A is the crank 
centre of the crank shaft This is virtually an eccentric, 
the crank itself is reflected back as shown, so that 
point B describes a small cir- 
cular path round the pin, but no 
eccentric is used. The link L 
is a fixed link, and is fulcrunied 
aboat as a centre. L derives 
its motion from the point B, to 
which is attached the rod B b. 
In L works or slides a block 
to which is attached the radius 
rod c h. I'he point c is attached 
to the point c in the long lever 
d c e; one end of this long lever, 
viz. d, being attached to the 
valve-spindle, which is guided 
in a fixed bracket, the other 
end of the valve-spindlc being 
secured to the slide valve V. 
The end e. of the long lever is 
attached by means of link pj 20. 

ef to the crosshead pin D. 

It will be seen that the slide valve V derives its 
motion from the resultant of the two motions, viz. of 
the point c, as derived from the motion of the link L, 
according to the position of the sliding block b, and 
the motion due to the lever dee rocking about c as a 
centre, the motion of e being equal in extent to the travel 
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of the crosshead. In this gear the piston-rod connection 
moves the valve through its " laj) + leadl^ whilst the 
motion of the point B gives the port opening. In order 
;o reverse the engines, or to obtain expansion, the sliding 
block h is moved in the link L. When h is in the centre 

of the link, at 0, there is no 
motion of c, but, by shifting 
6, either to right or left of 
0, the engines will go ahead 
or astern. 

Fig. 21 shows Morton's 
valve-gear, in which rever- 
sion and expansion are ob- 
tained by sliding the valve- 
spindle connection across a 
vibrating bell - crank link, 
whose neutral axis is fixed. 
Thus, when the rod H is 
in a line with the valve- 
spindle, the gear is in 
neutral position, the valve 
movement being only " Iwp 
-h leadl' but by moving 
the top end of H along the 
quadrant, the extra extent 
of travel required for the 
^^^' ^^- port opening is obtained, 

md according as H is on one side or other of the centre 
of quadrant, so will the valve be set for going ahead 
or astern. This gear corrects more perfectly the error 
arising from working off the connecting rod than either 
Joy*s or Brown's gear. 
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Fig. 22 shows Brown's gear, in which the link M is 
connected to the point e in the connecting rod, the 
point/ being attached to the valve-spindle by means of a 
connecting rod df. The point g is attached to the end of 
a rod g G, which is cap- 
able of sliding and swivel- 
ling in the centre G ; the 
point g will thus describe 
an angular line, slightly 
curved, giving the neces- 
sary motion to the point 
/, which determines the 
travel of the slide valve V. 

Fig. 23 is an illustra- 
tion of a radial valve- 
gear invented by Sisson. 
It resembles Joy's gear 
wrought by Kirk's con- 
necting-rod motion, and is 
considered a very good gear. 

A new arrangement of 
valve - gear, for which 
several important advan- 
tages are claimed, besides 
simplicity of construction 
and economy in first cost, 
has been quite lately 
invented by Mr. James Howden, of Glasgow, through 
whose courtesy the author is enabled to give two illus- 
trations of it, as seen in Figs. 24 and 25. In this 
arrangement there is an independent counter-shaft placed 
in a convenient position parallel to the crank shaft, from 




Fig. 22. 
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which it may be driven either by spur-gearing connect- 
ing rods as shown, or by any other suitable means. This 
:ounter-shaft may be termed the valve shaft, as upon it 
are placed the eccentrics which give the requisite travel 
to the valves. Each valve-spindle has only a single 
eccentric provided for it, which is so fitted that it is 
capable of sliding across upon parallel surfaces on 
opposite sides of the shaft for regulating the cut-off 
and for reversing the engines. 

Each eccentric is made in halves, and has fixed to it 
two steel bars, which, when the eccentric is closed on 
the shaft, enter through diametrically opposite slots into 
the interior of the shaft, which is hollow. In the interior 
of the shaft there is an inclined steel bar which fits and 
works between the suitably shaped inner ends of the bars 
of the eccentric. The inclined bar rotates with the shaft, 
but can be moved longitudinally in it, and when so 
moved shifts the eccentric across in one direction or the 
other accordingly. The counter-shaft is, by preference, 
made with sections for each valve, simply coupled 
together, and capable of easy separation for examination 
or repair. The inclined bars are all connected together 
by intermediate rods or shafts and couplings, also 
admitting of easy separation ; and the longitudinal 
movement for adjusting the eccentrics is imparted at 
one end by means of a sliding bar connected by a 
swivel coupling. The sliding bar may be moved by 
liand gear, or by means of steam, or hydraulic motor 
apparatus controlled by hand levers. 

Having described most of the principal radial valve- 
f;cars now in use, we would observe that in a theoreti- 
cally perfect slide valve-gear the motion would require 
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to be a series of jerks to give a quick and full steam 
admission, then a period ^of rest, next a quick cut-off, 
then another period of rest, and finally a quick exhaust 
opening; and all this should be accomplished with the 
same gear with which ex- 
pansion and reversion are 
effected. It is evident, 
therefore, that the form of 
valve-gear which most near- 
ly approaches the above 
requirements is the besi 
All forms of valve-gear, in- 
cluding the ordinary link 
motion, whether considered 
as steam - distributoi:3 or 
mechanical arrangements, 
have their merits and de- 
merits; but the considera- 
tion of these being beyond 
the scope of this work, will 
not be touched upon. In 
looking at these different 
gears, merely as mechanical 
arrangements, the first thing 
a practical engineer takes 
into consideration is the 
number of moving wearing 




Fig. 23. 



parts and the strains upon them. Viewed in this light, 
the ordinary link motion, in our opinion, compares favour- 
ably with most of the other gears, and in spite of the 
opposition it has met with it will doubtless be long 
before it is entirely displaced. The most likely thing 
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to hasten this would be the endeavour of engineers 
to so contract the fore and aft length of triple expan- 




Fig. 24. 

sion engines tliut they would not take up more space 
than that previously occupied by the two -cylinder 
compound engines, and this saving in space alone 
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will generally more than repay the extra cost of 
construction and royalties, which handicap most of the 
gears when compared with the ordinary link motion. 
One serious objection, however, to the use of the link 
motion for triple expansion engines is that it cannot 
be readily adapted to the altered position of the 
valve chests, unless vibrating levers are introduced, and 
these add so much to the cost that most of the radial 
valve-gears would then compare favourably as to price, 
besides being better suited to such altered conditions. 
This is, no doubt, true to a certain extent in the majority 
of instances, and the introduction of vibrating levers is 
an evil that is to be avoided wherever possible, more 
especially in connection with the link motion, which 
depends so much upon its comparative fewness of joints 
and their careful adjustment for its well-known efi&ciency, 
and its great convenience in facilitating the expansive 
use of steam within certain defined limits; but it will 
be seen that this serious objection does not apply to 
Howden's arrangement, as the introduction by him of a 
counter-shaft gives the same result on the valves as if the 
eccentrics were actually placed on the crank shaft itself. 
While speaking favourably of the link motion, it is only 
fair to state that some of the other valve-gears which 
we have described can be constructed at a less cost 
Bearing this in mind, as well as the fact that these 
same gears are better steam -distributors, it may be 
interesting to complete the comparison by referring to 
the cost of maintaining them in working order. Take 
Hackworth's gear, for instance, which has a large 
eccentric and sliding bars, and which has more sliding 
surface than other radial gears, the testimony of those who 
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have recently adopted it being to the effect that it requires 
fewer repairs and less adjustment than the link motion ; 




Fig. 25. 

and report speaks even more favourably in thivi respect 
of Marshairs gear. These gears have only five working 



and Boilers and tJieir Management. 43 

wearing parts when the engines are running, as com- 
pared with ten in the direct acting link motion, whilst 
Joy's, Walschaert's, and Morton's have ahout the same 
number as the link motion, and yet are said to wear 
better. Some of the other valve motions have more than 
that number of working parts, and where so many are 
necessary to attain the desired result, we hardly think 
the end justifies the means. 



CHAPTER IV. 

The SequoDce of Cranks — Greater Economy with the High-Pressure Crank 
Leading — Proportions for Cylinder Diameters — Three Cranks better 
than Two— The Steam- Jacket — Its Advantages or otherwise — ^Most 
Economical on Intermediate and Low-Pressnre Cylinders — Friction 
of Engines — Experiments thereon — How to reduce it — Packing of 
Glands — Metallic - Packings — Duval's — United States — Macbeth*s 
Patent—The Ideal Packing. 

The sequence of the cranks — that is, the order in which 
the cranks should follow each other — is at present an un- 
decided question. Sometimes the sequence recommended 
was, low, intermediate, high ; commonly known as low- 
pressure leading. This order admitted of smaller receivers 
than with the high-pressure crank leading, or the ordinary 
sequence of high, intermediate, low. In this latter order 
the three events — admission to the following cylinder, 
compression in one end, and release from the other end 
of the exhausting cylinder — were nearly simultaneous. 
The advantage of the ordinary sequence has been con- 
firmed by the greater economy obtained from engines 
with the HP crank leading than from similar engines 
with the LP leading. Three causes contribute to this 
result — viz. first, the prevention of loss from a sudden 
fall of temperature in the released steam exhausting into 
the receiver ; second, the following cylinder being saved 
from part of the bad effect of internal condensation ; and, 
thirds the turning forces being found to be much more 
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equable. It is considered by some authorities that an 
advantage arises from allowing the three separate ranges 
of temperature in the successive cylinders to overlap one 
another, instead of forming the minimum subdivision of 
the total range ; and the range in the LP cylinder might 
be considerably greater than in either of the other two. 
The equality of initial stresses also affects the strength 
of parts, and the extent of bearing surfaces and the 
equality of horse-powers influence the ease and regularity 
of turning. 

When there are three cranks and a high boiler 
pressure, a very good proportion for the cylinder 
diameters is 3, 5, and 8, and it must be kept in 
mind that three cranks are always better than two, 
and that a three-crank engine fitted with one of the 
modem forms of valve -gear occupies only, the same 
length as a two-crank compound with the ordinary link 
motion. , 

Regarding the vexed question as to what extent and 
in what manner the steam-jacket is advantageous or 
otherwise, very little additional knowledge appears to 
have been gained upon the subject since the introduction 
of Mr. Cowper's well-known hot pot or intermediate 
heater; in fact, those who are considered the best 
authorities disagree even where they themselves have 
had large practical experience of it. It is sometimes 
advised to jacket only the high-pressure cylinder ; some- 
times only the low pressure, and sometimes to jacket all 
three. Experience would seem to indicate that, in order 
to secure the maximum efficiency, assuming the jacket 
to be efficient, the best system would be the latter — 
that is, to jacket all three ; and that since the waste of 
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the engine is measured by the waste of its most wasteful 
member, to omit the jacket from any one cylinder insures 
that the total loss of heat in the whole engine will be 
increased by just the amount by which the waste is 
increased in that one cylinder. 

Mr. J. Wright, who in the course of a number of 
years had taken about 170 sets of indicator diagrams 
from various cylinders with the ordinary steam-jacket, 
both on and off, and others with the inter-heater he had 
invented, either on or off, hoped thereby to establish 
some rule. The experience gained by him, however, 
showed that about fourteen out of every fifteen of the 
cylinders experimented upon were overheated by their 
steam-jackets; indeed, some so much so that they 
entailed a positive loss on the working of the engine. 
Whenever the temperature of the steam in the cylinders 
was only slightly increased by the jacket, there appeared 
to be considerable economy, but when the temperature 
was increased largely, the economy partly or entirely dis- 
appeared. This appeared to be in consequence of the 
enormous friction produced on the engines by super- 
heated steam. Although the diagram showed a large 
increase of power in the cylinder, the engine lost speed 
when working against the same load. Mr. Wright has 
introduced in his inter-heater an automatic arrangement 
for controlling, within certain limits, the temperature of 
the steam in the jacket, so as to vary with the main 
pressure in the cylinder. This had not hitherto led to 
any good results ; but without some such controlling 
influence, Mr. Wright considered, speaking from his own 
experience, that steam-jackets on cylinders were rather a 
disadvantage than otherwise. 
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Although there is such a great difference of opinion 
regarding the advantage, or otherwise, we consider the 
weight of evidence is in favour of their use, at least on 
the intermediate and low-pressure cylinders, and the 
following are some of the reasons adduced why jackets 
would be more usefully applied to these cylinders than 
to the high-pressure one: 1. The area of cylinder end 
exposed to condensation is less in proportion in the high 
pressure. 2. Condenoation in the high pressure lubri- 
cates the cylinder, and this dispenses with oil and its 
consequent evils at high temperature. 3. The steam 
gets wetter and wetter as it passes through the cylinders. 
4. Condensation in the low pressure produces more 
ultimate loss than in the high. 5. A steam-jacket on 
the high pressure would be partly idle during admission, 
and, considering tlie high mean temperature in that 
cylinder, it would be very little better than efficient 
lagging. 6. A steam-jacket would be very effective on 
the second and third cylinders, on account of the large 
gradient of temperature between the boiler steam and 
the steam in these cylinders. Probably, on account of 
this diversity of opinion, engine-bnilders are reluctant to 
construct engines with steam-jackets, and consequently 
a large number of engines are made without them ; but, 
in the case of those that have them fitted, the best 
results would probably be obtained, as stated above, by 
using the jackets on the intermediate and low-pressure 
cylinders only, and with a steam pressure not more than 
10 lbs. above the mean pressure in each cylinder. It is 
very likely that in some cases where the jackets have 
mot been efficient it has been due to the excessive pres- 
sure of the steam admitted into them. This insures 
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the temperature of the cylinder being maintained nearly 
stationary ; the drain cocks should be kept slightly ope^* 
to allow the jackets to be kept clear of water. 

The friction of engines is a subject on which very 
little light has been thrown until lately, when Professor 
E. C. Carpenter, and Mr. G. B. Preston, of America, 
made experiments with the object of ascertaining the 
distribution of internal friction. The result of these 
experiments was described by Professor Thurston in a 
paper read before the American Society of Mechanical 
Engineers, to whom we are indebted for the information 
now given. It becomes an interesting and vitally 
important problem to determine just how the friction of 
the engine is distributed among its various moving 
parts, its journals and guides, stuffing-boxes and piston- 
rings. This has hitherto been regarded as a problem 
incapable of solution, since it was presumed that the 
total friction and the friction of the various parts of the 
engine would be so extremely variable with the altera- 
tion of the load that it would be impossible to measure 
the friction of the machine, part by part, and to sum up 
the whole correctly. It having been found, however, 
that the friction of the engine is invariable in any mea- 
surable degree with the variation of power, it becomes 
possible to analyse the engine with its various friction- 
producing elements, and measuring up each element of 
friction by itself, sum up all for the total. The result 
of the experiments showed conclusively that the friction 
was substantially the same with no load at all as it was 
with all loads up to its full power. It was further 
discovered that the most important item of friction 
waste in every instance is that of lost energy at the main 
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bearings. In every case it amounts from one-third to 
one-half of all the friction resistance of the engine. The 
second highest item is, in all cases apparently, the 
friction of the piston and rod, the rubbing of rings, and 
the friction of the rod-packing. This is a very irregular 
item, as would naturally have been anticipated, and 
amounts to 20 per cent, and upwards. The third item 
in order of importance is the friction of the slide valve, 
in the case of engines having unbalanced valves. This 
is seen to be hardly a less serious amount than the 
friction of the shaft and of the piston. But it is further 
seen at once that this is an item which may be reduced 
to a very small amount by good design, as is evidenced 
by the fact that it has been brought down from 26 to 
2*5 per cent, by skilful balancing. Ninety per cent., 
therefore, of the friction of the unbalanced valve is 
avoidable or remediable, and this has now to a great 
extent been duly attended to in modern marine engines 
by the adoption of the piston and balanced slide valves. 
The importance of removing this friction is readily per- 
ceived when it is considered that not only is it a serious 
cause of lost work, but also of wasted power and fuel. 
The frictions of the crank pin of crossheads, and of 
eccentrics, are the minor items of this account ; but they 
are comparatively unimportant. 

We are now, for the first time in the history of the tlieory 
of the steam engine, in a position to say just where the 
losses of the machine occur in detail — how we are to 
endeavour to reduce them, in what degree we may hope 
for such gain, and where it is to be found if effected at 
all. The first and most remarkable fact to be noted is 
the extraordinary amount, absolutely and relatively, of 

D 
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the friction of the crank shaft This amounts to nearly 
one-half of the whole waste, and to from 5 to 10 per 
cent of the whole power of the engine. 

Here is evidently the first place in which to seek 
further improvement. If this item can be brought 
down as low as it generally is in car axle journals, the 
efficiency of the engine as a machine will be increased 
by about 10 per cent in ordinary engines, and by about 
5 per cent in the very best cases. How this is to be 
done can be best determined when we find out the causes 
of so extraordinary and previously unsuspected a loss. 
The only conditions that are apparently accountable for 
this waste are the continuous rotation in one direction, 
and the uninterrupted pressure of the journal in its 
bearing, aggravated probably by imperfect lubrication. 
Could the oil bath system in method and in results be 
always secured here, it would be only reasonable to 
expect that the friction might be enormously reduced. 
It would even, in many cases, if not in all, pay well to 
have a thoroughly reliable system of lubrication by 
means of a forcing-pump, that would insure the support 
of the journal upon a cushion of lubricant, thus making 
its action analogous to that of the " gliding railway '* of 
Giflfard, and the " water bearing " of Shaw and of others. 

The second and most obvious conclusion is that the 
slide valve should be so balanced and connected as to 
cause the least possible waste by friction through its 
motion or that of its moving connections ; and there is 
no probable line of improvement so certain to yield a 
large and profitable result as this. No engine can be 
considered as efficient which is not either provided with 
a balanced valve or a system of valve-gear in which the 
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loss in this direction is rendered insignificant; and 
herein lies an opportunity for increasing the efficiency of 
ordinary engines at least 5 per cent., and of the best of 
engines with unbalanced valves 2 or 3 per cent. It is 
better, in many cases, to have a valve which is balanced, 
though slightly leaky at times, than to use an unbalanced 
valve, though absolutely tight at all times; and the 
simple fact here revealed, that nine-tenths of this friction 
may be easily avoided, is most important. 

The third item in order of importance is the friction 
of the piston and piston-rod. This is as great as that 
just referred to, and is vastly more variable, according 
to the class of engine, and probably even in the same 
engines, with differences in their handling, and especially 
in setting up the packing and springs. The metallic- 
packings and the unpacked pistons and rods now coming 
into use will unquestionably do much to remedy this 
defect of the average engine. Meantime, with the older 
designs, it is perfectly possible to keep the piston and 
stuffing-box tight without wasting much power, or 
without slowing down the engines by the conversion of 
heat into work at points where the operation is likely 
to produce serious harm as well as considerable waste. 
Rings are much oftener too tight than too loose, and a 
stuffing-box should only be set up when the engine is 
running, and then only with fresh packing, and not more 
than is sufficient to check any visible leakage. New 
packing in a well-made box seldom requires much 
compression, and when it does become necessary to screw 
it down hard it is time to replace it by new. Any 
packing that requires severe compression when new 
should be promptly rejected. Some years ago numerous 
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varieties of patent packings, similar to the original 
" Tucks/' were greatly used, but as the working steam 
pressures have since then been considerably raised by 
the introduction of the triple expansion engine, it has 
become necessary to adopt something more lasting, and 
that can better resist the action of increased tempera- 
tures. Consequently asbestos packing of various kinds 
has been, and is still, much used. Some engineers object 
to the use of this mineral-packing, on the ground that it 
unduly wears the piston-rods, while others dislike the 
screwing-up process altogether, and prefer a packing 
which produces steam-tightness other than by end-on 
compression. For this reason they prefer hard or 
metallic -packing, discarding the soft kind of packings 
altogether. Among the many varieties of metallic- 
packing, "Duval's" may be mentioned, which consists of 
fine brass wire plaited or braided into a square rope. 
It is cut into lengths and inserted in the stuffing-box in 
the usual manner, requiring no alteration upon the 
ordinary forms of stuffing-box. As soon as the packing 
becomes warm the expansion of the wire of which it is 
formed presses it firmly against the piston-rod and the 
interior of the stuffing-box, while the elasticity and 
extreme flexibility of the material insures that the 
pressure shall always be of a gentle and yielding 
character, although quite sufficient to insure a tight joint. 
The piston-rod rapidly acquires a smooth surface, which 
it subsequently retains. It does not in any way suffer 
Irom the heat of the steam, however higli^ the pressure 
may be, and it cannot be said to show any sign of wear. 
It is said to give most satisfactory results, especially in 
triple and quadruple expansion engines, and one pack- 
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ing of the gland suffices for several long voyages with- 
out requiring any attention. 

Figs. 26 and 27 show two forms of metallic-packing, 



manufactured by tlie UiiitftI States Metallic- Packing 
Company, and known as the U.S. Metallic- Pack ing. 
It consists of three babbit nuital rings, nnmbered 1, 2, 




Fig 27 



and 3, each having a small portiaii cnt out to allow 
them to tightly clasp tbe yod ; these tlircc rings tit into a 
vibrating cup {a), which presses against a l>iiU-and- 
socket-joint (6); this joint and the one between the 
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vibrating-cup and the socket-ring are both carefully 
ground so as to be steam-tight in any position. The babbit 
rings are held in place by a spiral-spring (c), which 
presses a distance piece {d) against them ; this piece, by 
being inserted a small distance into the vibrating-cup, 
is held in its proper position, and supports the smaller 
end of the spring. The pressure of the steam forces the 
babbit rings into the vibrating-cup, which is bored out 
conically, making them steam-tight against the rod. 
The principal feature of this packing is, that the two 
ground-joints, before mentioned, allow great freedom of 
movement, witliout impairing in any way the efficiency 
of the packing or its steam-tight quality. The results 
obtained from this form of packing are said to be very 
good, but they depend upon the quality and suitability 
of the babbit metal used. Some of these rings run 
considerably over 100,000 miles without repair or even 
inspection, and the cost of the renewal is trifling, but 
probably the greatest saving is effected by this packing 
prolonging the wear of the piston-rod and valve-spindles. 
Fig. 26 shows the arrangement suitable for a piston- 
rod, and Fig. 27 one suitable for valve-rods. When 
using this packing, the piston and valve-rods require to 
be turned up perfectly true and polished as fine as 
possible before the packing is applied, but when this is 
done the rods become as smooth and polished as a 
mirror after a few months* service, and remain practic- 
ally of the same diameter and perfectly round section 
for several years, the amount worn oft' being less than 
^ of an inch for 100,000 miles run. The rods never 
become grooved unless something unusual happens, and 
the annoyance due to escaping steam is never experienced. 
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Good oU-cupa require to be provided for each rod, and it 
this is done litUe or no atteotioD ia required beyond 
filling and attending to the oil-cups. 

Fig. 28 shows another fonn of metallic-packing, 
manufactured by the U.S. Metallic-Packing Company, 
which is better suited for large-sized engines. It con- 
sists of eight packing blocks of anti-friction metal (oa), 
held in a stout ring fitted with springs (M), which press 
tbe blocks up against tlie piston-rod PP. The pressure 
is sufficient to make a steam-tight joint, but not to cause 
binding of the rod. A 
ball-joint <B) ia fitted at 
the top of the stulfing-box 
as shown, and is kept up 
to its bearing by a follower, 
fitted with springs (viz, K), 
and which is<placed behind 
the packing; this allows 
of free play under all 
conditions. The whole is 
enclosed in a strong case ^'^' ^' 

(C), which is bolted on to the cylinder cover. It lias 
been found that the wear on the composition blocks 
(twt), Fig. 28, was only ^ of an inch, after the engines to 
which this packing was fitted had run 24,000 miles, and 
there are many cases in which the packing had been run 
150,000 miles without repairs. 

Another metallic- packing which is said to be very 
suitable for rods which have become scored, worn oval, 
or even slightly bent, ia that known as Macbeth's I'atent, 
of which the following is a description. 

A is a cast-iron box, Fig. 29, having a lid B containing 
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the univeTsal stuffing-box. C is th« cyliudrical body 
of the stufting-box, having gland pieces D and £. The 
body C and inner gland piece E are provided with 
coherical faces in contact wiih the joint rings KF, The 
joint rings FF are fre.e to slide laterally upon the straight 
facings of the containing box A B, thus giving freedom 
for niuvement in nil directions. Both the fiat and the 



Fig. 20. 

Spherical faces of the joint rings are ground steam-tight. 
The packing G is inserted between the gland pieces D 
and E, and consists of rings of babbit metal, which ara 
fonned so as to be self-stripping at their ends, and which 
are backed up with asbestos packing H. The bolts P 
serve to oompress the packing and keep it tight against 
the rod, at the same time putting the necessary pressure, 
in opposite directions, upon the joint rings FF, keeping 



and Boilers and their Management. 57 

them in contact upon the ground facings. N are holes 
provided in the flange of the body of the box, for turning 
the stufl&ng-box round the piston-rod, and causing the 
joint rings FF to rotate. 

Amongst the advantages claimed for this invention 
may be enumerated the following: 1. The rod is kept 
perfectly steam-tight, even if the piston and cylinder 
have worn out of truth. 2. It works equally well if 
the crosshead and cylinder are not in line, or if the 
piston-rod has become bent from heating or other causes. 
3. No adjustment is required but what takes place from 
the outside ; and by constantly rotating, the piston-rods 
are kept in beautiful order, and do not become scored 
nor oval. 4. There are no internal springs or compli- 
cated parts ; for its construction is so simple that any 
unskilled workman can understand it, and it does not 
get out of order from grit or dirt. 5. It can be taken 
to pieces or put together again in a few minutes. 6. 
The passage of steam or air is perfectly prevented. 7. 
It can be applied to any existing piston-rod or cylinder 
cover, and saves time, labour, and material for packing, 
as well as the boring of cylinders and the fitting of new 
pistons. 8. It reduces friction, and increases the effective 
power of the engine. 

The following instructions for fixing and working are 
given by the makers: Holt the cast-iron box A to the 
flange on cylinder cover K, making the joint with red- 
lead cement. See that the split rings I and J (or D^ E^) 
are properly in their places. Put the brass box C and 
the button piece E together, and the rings FF upon 
them (see that the surfaces of the rings are well cleaned 
and oiled), then slide the stuffing-box into its place, and 
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make the joint of the cover B with red-lead. To pack 
the box, first insert next to the ring I a ring of round 
asbestos packing, then the smallest set of babbit metal 
rings ; then insert alternately two coils of asbestos and 
the next smallest babbit ring, and so on, as shown on 
drawing, until the box is full, taking care to place the 
asbestos H and the metal rings G so that the joint 
spaces between the ends do not come together. At the 
outside or gland end D of the box, place two coils of 
asbestos, and insert a small piece of asbestos in each of 
the joint spaces of the last babbit ring. 

The asbestos rings will become compressed consider- 
ably after working a short time; when this has taken 
place sufficiently to allow of it, insert another babbit 
ring and two coils of asbestos. 

When the babbit rings have become well bedded to 
the rod, and the asbestos fully compressed, very little 
screwing up of the gland will be required for a long 
time. 

On account of the formation of the ends of the blocks 
of babbit metal, the rings will allow of their being com- 
pletely worn away without being shortened. 

If the boxes do not of themselves turn round the 
piston-rods during work, they should be turned occasion- 
ally by inserting a spike in the holes N. Until the 
babbit rings have become properly bedded, the rod should 
be slightly lubricated. 

It is preferable to have the piston-rod skimmed up 
true, unless an ordinary packing material is used in 
place of the babbit metal rings ; in which case, if the 
rod be in moderately good condition, skimming up may 
not be necessary. 
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There may also be mentioned a further variety of 
packing known as Nixon's, which possesses some entirely 
new features, and appears to meet, in a large measure, 
the requirements of a packing for high-pressure steam 
cylinders. 

It consists essentially of a brass casing, which encloses 
the wearing-ring; this the makers prefer to be of the 
best gun-metal; it is divided into three segments, the 
joint being scarfed, and in addition is fitted with pro- 
jections which make up a diameter equal to that of the 
casing. Attached to these projections are three springs, 
two of which are in tension, and the third in compression, 
the first two being adjusted by means of a single nut. 
One other point remains to be mentioned. The top of 
the casing has a knife-edge which forms a steam-tight 
joint against the neck bush ; so far as the writer can 
learn, this forms an entirely new feature which is not 
found in any other patent packing. The packing is free 
to follow the rod whichever way the latter goes, and 
hence its name " Floating." 

Although only in use about two years, it is said to 
have already found considerable favour amongst marine 
engineers, and by those who have tried it has been found 
suitable and satisfactory for old and new piston-rods, 
valve-spindles, and feed-pumps. 

In addition to the foregoing, there are many other 
varieties of metallic-packing now in use, but those 
already described give a very good idea of their general 
construction, and it is a very safe rule to rigidly reject 
all packings which require end-on compression to keep 
them steam-tight. The packing that ought to be pre- 
ferred is the one that most nearly fulfils the following 
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conditions, viz. : 1. It must keep the rod steam-tight 
with a minimum of friction. 2. It must be durable, 
but not liable to stick fast. 3. It must be easily 
removable 4. It should not wear or scratch the rod. 

5. It should be free to follow the rod, in case the neck 
bush should become slack, or the rod bent or out of line. 

6. It should be capable of being adapted to old rods as 
well as new ones. 7. It should be easily adjustable, 
simple in construction, and automatic in its action. And 
8. For remaining steam-tight it must depend upon 
some other principle than direct end-on compression. 

Since writing the foregoing we understand the United 
States Metallic Packing Company are now making 
packings to work at a steam pressure of 300 lbs. per square 
inch. These packings are fitted to H.M.S. " Terrible," 
" Pelorus," " Diadem and Niobe," together with many 
other battleships and cruisers, in addition to a largo 
number of torpedo boat destroyers, and also all the 
recent additions to the Castle and Union Lines. The 
majority of the packings have to work to a pressure of over 
200 lbs., and the Admiralty specify white metal capable of 
withstanding a temperature of over 600 degrees Fahr. 
Engineers will, of course, recognise the difficulty of produc- 
ing what is known as anti.frictional white metal suitable 
for this purpose when the fact is considered that neither tin 
nor white lead can be used in their manufacture, in conse- 
quence of their low melting point. 

This Company have made considerable experiments 
in connection with this matter, and they have at last 
discovered an alloy which, they believe, answers the pur- 
pose fully, and which can be used with steam superheated 
to over 700 degrees without there being any deterioration 
in the metal. They have, also, fitted many of their pack- 
ings to engines on the Continent, where the steam is being 
superheated to 600 degrees. 
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One important element in the successful working of 
marine engines is to make sure that the crank -shaft 
bearings are truly in line with each other. The loss of 
efficiency and increased cost of working caused by bear- 
ings being out of line are often very serious, and in 
addition to this the risk of a broken shaft is very con- 
siderable. All bearings should be brass and brass, but 
not adjusted too finely ; it is much better to have the 
shaft a little free than to require to slack back with a 
hot bearing. The practice of leaving the brasses open 
and screwing them up till sufiiciently tight, and trusting 
to the set pins to keep the nuts from slackening back, 
cannot be too strongly condemned. On the other hand, 
the nuts should not be flogged with a big hammer until 
they will move no more, but ought to be reasonably 
tightened with a light hammer, so that they may be 
readily slackened back when required. It is a good plan 
to have the nuts marked as shown in Fig. 30 ; each cant 
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of the nut is figured from left to right, and the top 
marked to correspond ; these divisions can be again sub- 
divided into any required number of parts, then by 
having a mark on the front of the bolt the position of the 
nut can be readily and correctly ascertained. The advan- 
tages of this will be readily recognised, especially on the 
score of neatness, as it does away with the barbarous and 
slovenly and eventually dangerous custom of hacking 
and scratching marks all over nuts and rings when 
taking leads or opening out for examination. 

It is hardly necessary to notice all the 
working surfaces, but a few of the more 
1 8 5 iiDportant may be mentioned. Be sure 

that the crank and tunnel shafting are in 
line; if they are not, it is quite apparent 
that they will be bending every revolu- 
tion, and putting an enormous strain on the 
coupling bolts. Besides the great risk of 
breaking down, there is a continual loss of 
Fig. 30. power on account of the extra friction. 

The thrust collars should be very care- 
fully adjusted, so that each may take an equal share 
of the friction. The air-pump bucket should be a good 
working fit in the chamber. It is a bad plan to have 
the packing so tight that the bucket has to be hammered 
in, and trust to it working slack afterwards. It should 
be left slack enough to descend the chamber by its own 
weight. Never use tarry rope for packing the air-pump 
bucket; plaited flax rope yarn is perhaps the best pack- 
ing that can be used in all ordinary cases. 

Keep the air-pump valves in good order and free from 
grease, and if the bucket is fitted with metallic valves. 
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see that they are properly bedded, otherwise there will 
be a loss of vacuum. 

The circulating-pump piston or bucket should also be 
a good but esisy working fit in the chamber. It requires 
no packing, but a good plan is to have grooves turned 
in it, which hold the water and thus form a sort of water 
packing. The circulating-pump ought to be fitted with 
air valves that can be adjusted so as to admit a sufficient 
quantity of air to lessen any shock that may be caused 
by the action of the water when the pump is at work. 

The feed-pumps should be well looked after, and 
packed with good packing, as a leaky gland means a loss 
of pure water, which has, of course, to be made up with 
water containing solid matter, thereby increasing the 
liability to cause scale in the boiler. Never use canvas 
steam-packing for the feed or any other pumps having 
brass or Muntz metal rod or plungers, as it is too harsh 
and extremely likely to score them. There are a number 
of patent packings specially made for such rods, but, 
failing them, square plaited flax rope yarn is the best 
substitute, and is easily made. It is better where two 
feed-pumps are fitted to use one only at a time, say day 
about, or one on the outward voyage and the other on 
the homeward. One pump, if in proper order, is quite 
sufficient to maintain a full feed. By using only one 
ram the amount of wear and tear and of friction is 
reduced, and further, the quantity of compressed air 
pumped into the boiler at every stroke is decreased. 
This air, it must be remembered, is considered very 
injurious to the internal parts of the boiler. 

Do not allow the lift of the feed-pump valves to 
increase too much, and do not open the feed-check valve 
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on the boiler too wide, as that will only increase their 
wear and tear, and they will not work so steadily. Feed- 
pumps often give a great deal of trouble from too much 
valve lift, and when they are working irregularly it will 
generally be discovered that the suction valves rise too 
far, and the pumps perhaps, after two or three strokes, 
entirely clear the hot well of water, and for the next few 
strokes being choked with air will refuse duty, the over- 
flow being fully employed in the meantime. In ordinary 
circumstances it will be found that \ inch for the suction 
and T^ inch for the delivery valve is quite sufficient lift. 
A pump with these lifts will deliver the water steadily, 
with very little clatter from the valves, and with very 
little wear and tear. 

The condenser should be kept thoroughly clean. 
Allowing it to remain dirty simply means that more 
injection water will be required to condense the steam, 
more work will be placed upon the circulating-pump, 
and consequently there will be a loss of power to the 
engines. If caustic soda is used for cleaning the con- 
denser tubes, they should be cleaned in port When 
starting again the feed should be kept shut off until the 
condenser is entirely free from all dirty water. If com- 
mon soda is used for the boilers, make a weak solution of 
it to prevent it taking any grease from the condenser 
into the boiler. Few things are more difficult to main- 
tain or easier to lose than a good vacuum, it therefore 
behoves an engineer to remedy every defect that may be 
likely to produce an impaired vacuum. A few of the 
more important of these may be mentioned as follows : 
Dirty condenser tubes, defective air-pumps or valves, 
inefiScient circulating-pump or valves, leaky LP piston. 
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slide valve, or glands, and leaky joints, cocks, valves, or 
pipes on LP cylinder, or on eduction pipe or condenser. 

A considerable difference of opinion exists as to 
whether the pistons and valves ought to be lubricated, 
some maintaining that the moisture arising from con- 
densation of the steam provides sufficient lubrication, 
and it is said that many engineers in charge of ordinary 
compound engines, carrying about 70 lbs. pressure, rely 
entirely upon sufficient steam condensing on the walls 
of the cylinders for lubricating purposes. This may be 
the case with such a pressure, but it has been found 
absolutely necessary in practice to provide additional 
lubrication to the cylinders when carrying the high 
pressures now in use; because the steam, being of so 
much higher a temperature, is very much drier, and 
consequently affords much less moisture for lubrication. 
Some engineers, no doubt, object to the use of internal 
lubricants on account of the injury they are likely to do 
to the boilers, and this may occur where the oil is of 
animal or vegetable origin, and is used to excess ; but 
where a mineral oil is employed, and that sparingly, no 
evil results should follow. The cylinders, piston-rings, 
and valves should be examined every voyage for some 
time at least, and their condition will form the best guide 
to the proper quantity of oil to be used, keeping in mind 
that if more be admitted than is absolutely necessary the 
surplus merely fouls the condenser, or finds its way into 
the boiler. It is also of the utmost importance that only 
the very finest quality of mineral oil, such as that now 
supplied by several well-known makers, should be used, 
and there being so many worthless imitations of thes^ 
high-class oils, resembling them both in colour and smell, 

s 
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it is evident that too much care cannot be exercised in 
their selection. Even the best oil, as abready mentioned, 
should be used very sparingly, as the internal moving 
parts require only a very small quantity of it when the 
engines are under weigh ; but when going into or out of 
port there is usually more required, because when the 
engines are going slowly there is not enough steam used 
or condensed to keep the working parts sufficiently moist 
Another reason for using oil sparingly is that if an 
excessive quantity has once been used it is extremely 
difficult to reduce the amount without doing injury to 
the cylinders, as many engineers well know who have 
tried it, the cylinder walls being almost certain to cut up 
should the quantity be suddenly reduced. 

It is better in every case to have a sight-feed lubri- 
cator fitted to the cylinders, for by this means the 
engineer will be able to see that the oil is passing with 
due regularity into the cylinders, and to regulate to a 
nicety the quantity used. There are now quite q 
number of sight-feed lubricators which do their work 
very well, and it might be invidious to mention one in 
preference to another; but in every case the one that 
has the fewest working parts, and is the least likely to 
get out of orcier, should be selected, as nothing is more 
troublesome than to find when at sea that the lubricator 
will not work. The rods should be swabbed at least 
once an hour, and with the same kind of oil that is used 
for the cylinders, for some of it is sure to find its way 
inside, and that is a good enough reason why neither 
tallow nor any other kind of grease or oil should on any 
account be used for this purpose. 

Where possible, automatic lubricators of a reliable 
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type should be used for the other working parts of the 
engine, as even with the most careful oiling by hand 
there is considerable waste. Although oil should be 
used in the most economical manner, the practice of 
running water on the bearings for the purpose of saving 
oil cannot be too strongly condemned. This may in 
some cases be due to shipowners refusing to send a 
sufficient supply, in others to engineers wishing to show 
how economical they can be with the stores ; but, what- 
ever the reason, it is a great mistake, for engines which 
have to overcome the enormously - increased friction 
arising from insufficient lubrication must necessarily 
give out considerably less power, while the loss from 
extra wear and tear of the working parts will greatly 
exceed any saving that might be effected in the amount 
of oil used. Besides this, many crank shafts have been 
utterly ruined by the indiscreet use of water, and, with- 
out considering the great risk of hot bearings, or anything 
else, the value of the oil that may be saved is but a 
trifle compared with the loss of speed following upon the 
increased friction. Suet is probably the best and most 
economical lubricant for tunnel bearings, as it lasts 
longer than tallow and does not run out of the bearings 
so readily. The plummer-blocks should, of course, be 
provided with save-alls, so that the suet which has run 
into them can be used over again, by being first melted 
and then strained into a vessel or mould, due care being 
taken that no grit is allowed to get into it. 

The indicator is of the greatest assistance to the 
engineer, and diagrams should be taken at least every 
voyage, on the day before arriving in port. This will 
often save the engineer a great deal of unnecessary 
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work and loss of time in overhauling pistons and slide 
valves, and this, perhaps, when the time could be ill 
spared from some other work of equal importance. It 
must be borne in mind, however, that tlie indicator 
does not show everything that is going on inside ; there 
may be a flaw in the piston-rod or valve-spindle, or 
some other part about to fracture, of which the indicator 
does not give the least intimation. It behoves every 
engineer, therefore, to be constantly on the alert to 
guard against anything going wrong. The subject of 
indicator diagrams is a very large one, and is entirely 
beyond the scope of the present work, but it may be read 
up in any good text-book on indicator diagrams, and for 
our present purpose we must assume that the reader has 
at least an elementary knowledge of the subject. Before 
proceeding to take a diagram, see that the indicator pipes 
are perfectly clear, and the indicator itself thoroughly 
clean and in good order. Having done so, take two or 
three cards from each cylinder, as quickly as possible 
after each other, taking particular care that the steam, 
vacuum, link gear, etc., remain exactly the same. After 
the cards are obtained, proceed to work out the horse- 
power on each card, taking the mean of the two or three 
cards for each cylinder ; this insures greater accuracy in 
the ctdculations. It is of the greatest importance that 
the three cylinders should develop exactly the same 
horse-power, or as near as it is possible to get them. 
The nearer this result is obtained, the more evenly will 
the engines run, the twisting moments upon the shaft 
will be more nearly equal, there will be a more equal 
amount of wear upon all the main bearings and top and 
bottom end brasses, and by this means the amount of 
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overhauling required during the voyage will be consider- 
ably lessened. It has frequently been noticed that, when 
a certain top or bottom end was running badly, and 
required a good deal of attention, the corresponding engine 
was exerting more power than it was intended to exeit, 
consequently the trouble arose inside the engine, and no 
amount of overhauling the bearing would remedy the defect. 

The majority of engines are now fitted with separate 
expansion links, and a great variety of alterations can 
be made by an intelligent use of this means of linking 
up. It may be interesting to consider a few of the cases 
that often occur in which the cut-off can be altered 
without shifting the sheaves. 

If the high-pressure valve-gear is linked up by itself 
the effect will be to decrease the total horse-power of 
the engines, but the same ratios, or very nearly so, will 
exist between the power in each cylinder, for, if we 
decrease the supply of steam to the HP cylinder, it 
will be decreased to the same extent in the others. 

Were the intermediate gear alone linked up the result 
would be to decrease the power of the HP cylinder, 
and to increase that of the IMP cylinder, the LP 
remaining the same. This should be done when it is 
found that the HP cylinder is developing the most 
power, the LP next, and the IMP the least. 

When the LP gear is linked up it increases the 
power of that engine, and decreases that of the IMP 
by causing it to have a greater back pressure, the HP 
remaining the same as before. This will, therefore, be 
a remedy when the IMP is exerting most power, the 
HP next, and the LP least. Another example is to 
link up both the IMP and the LP and keep the HP 
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the same. This will increase the power in the LP, 
decrease the HP, while the IMP will remain as before, 
this being the remedy when the HP indicates the most 
power, the IMP next, and the LP least. 

Where the links cannot be moved separately, a 
small amount of linking up can sometimes be effected 
by inserting liners between the ends of the drag links 
and the brasses. Linking up, if carried too far, is 
undoubtedly a bad practice, as it shortens the travel of 
the valve, and delays the opening and cut-off, thereby 
throttling the steam in its passage to and from the 
cylinder. It is, however, a very convenient way of 
altering the cut-off, provided a separate expansion valve 
is not fitted, or some other form of valve-gear which 
provides a variable cut-off. 

If a considerable alteration of power is required, it 
will be necessary to alter the sheaves ; putting the 
sheave forward and piecing the steam edge of the valve 
has practically the same effect as linking up. Should it 
be found that the LP is indicating the most power, 
the IMP next, and the HP least, the reverse of linking 
up must be done — that is, to carry the steam farther on 
the stroke. This can be accomplished by putting back 
the LP and IMP sheaves and chipping a piece off the 
steam edges of the valves. 

Shipowners are now beginning to realise the commercial 
advantage of keeping their boilers free from scale, and so 
minimising the cleaning expenses, apart altogether from 
the fact that boilers so treated steam better and last much 
longer. And as feed - water heaters are now becoming 
more and more extensively used with triple expansion 
engines, it may not be out of place to point out wherein 
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their economy consists, more especially as this question 
has so often been asked. To those who possess a correct 
knowledge of the principle of the compound engine this 
subject should present little or no diflBculty, as the 
physical facts which govern the one have merely a 
further application in the other, and these have been 
briefly summarised by Mr. James Weir in his book on 
Terrestrial JEnergt/, as follows : — 

1. There is only one quality of steam. It may be 
superheated, but cannot be cooled below the temperature 
due to its pressure. Moist steam, unless the expression 
be taken to mean a mixture of water and steam, is an 
impossibility. 

2. As much work can be got from exhaust steam as 
from steam taken direct from the boiler, provided the 
pressure is the same. 

3. The value of steam is in direct proportion to its 
pressure. 

4 Heat in any other form than steam in the engine 
is not only a loss, but is the exact measure of that loss. 

5. The whole quantity of steam in the cylinder (as 
shown by the indicator) performs the theoretically pos- 
sible amount of work, but this quantity does not represent 
the whole of the steam that enters the cylinder. 

6. The difference between the quantity of steam 
entering the engine and that shown by the indicator is 
the amount of loss, i,e. the quantity of heat liberated by 
the condensation of the steam on the metal, which during 
exhaust is absorbed again by re - evaporation. The 
amount condensed is equal to the amount absorbed 
together with the work transmitted by the engine. 

7. The proportion between the total quantity of steam 
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admitted and that shown on the card is dependent upon 
the difference of initial and exhaust temperatures and 
the weight of steam used per minute taken in relation 
to the surface exposed. 

8. Each cylinder of a compound engine is a simple 
engine. 

9. The efficiency of every engine depends on getting 
the initial pressure on the piston as near to the boiler 
pressure as possible, and returning the feed- water as near 
the exhaust temperature as possible. 

10. In all condensing engines the feed-heater is the 
condenser. Every steam engine, to perform or transmit 
work, must receive steam at a pressure greater than that 
at which it exhausts, and it must always exhaust steam, 
because each simple engine can only use a very small 
proportion of the work in the steam, no matter how great 
the pressure or expansion may be. 

11. There are only two ways of getting heat into a 
steam boiler — the one by conduction through the metal, 
the other by the feed-water. That by conduction must 
be at a higher temperature than the steam, but that by 
the feed-water may be used at a lower temperature, 
hence some of the exhaust waste may be put into the 
boiler by the feed-water. 

12. All the heat put into the boilers from the fuel 
(radiation and other preventable waste excepted), less 
the heat transmitted by the engine in the form of work, 
must be exhausted as steam. 

13. The heat that is carried into the boiler by the 
feed represents an excess that has come out of the boiler 
and passed through the engine. There is, however, none 
of this wasted, as it is all returned to the boiler, repre- 



and Boilers and their Management. 73 

senting a quantity of steam wrought in a theoretically 
perfect engine. 

14. Exhaust steam, or waste heat, must be used to 
effect economy. By using steam direct, the result will 
be neither loss nor gain, but the effective amount of steam 
the boiler will produce without priming will be diminished 
in proportion to the quantity taken from it to the feed. 

There have been numerous methods tried, with more 
or less success, for heating the feed-water, some by en- 
deavouring to utilise the waste heat in the funnel, others 
by means of steam direct from the boiler, and Weir's 
system, viz. by using a portion of the steam in the low- 
pressure receiver. The latter method is generally con- 
sidered to be the most efficient, and is an undoubted 
economy, according to Prof. Cotterill, who in his note 
on feed-water heaters says : — 

It is the purpose of this note to show that a feed- 
water heater may be so designed as to play the part of a 
regenerator, and to point out that this is the cause of 
the saving due to certain feed-water heaters employed 
in practice. 

For suppose the feed-water as drawn from the hot 
well by an ordinary feed-pump to pass into the boiler 
by a supply-pipe in which a number of gratings are 
placed as in the regenerator of an air engine. These 
gratings, however, are now to be supposed tubular, and 
each of them is connected by its own pipe with the 
cylinder, so that steam may be admitted at pleasure by 
a suitable valve. This valve will be supposed so con- 
structed that steam enters only at one particular pres- 
sure, and the pressures in the several gratings are so 
adjusted as to increase gradually up the pressure in 
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the boiler. To each pressure corresponds a certain tem- 
perature, and therefore the temperature of the gratings 
will gradually increase from the temperature of the hot 
well to the temperature of the boiler. Each grating 
has, moreover, a small orifice at its lowest point, so as 
to allow the drainage of the gratings due to the steam 
condensed in them to escape and mingle with the original 
feed-water. The effect of these arrangements will evi- 
dently be that the feed-water passing through the supply- 
pipe will have its temperature raised as it passes through 
each grating in succession, and together with the drain- 
age of the gratings will ultimately enter the boiler at 
the temperature of the boiler. The heat expended in 
the boiler per pound of steam will now be the latent 
heat of evaporation only. 

A feed-water heater thus constructed would be theo- 
retically perfect, and the engine which possessed it 
would, if otherwise perfect, have an efficiency given by 
the simple formula which applies directly to a Gamot 
cycle. For such an engine receives no heat from the 
source of heat except at the temperature of the boiler, 
while every step of the process is strictly reversible. 
The tubular gratings serve exactly the same purpose a3 
the regenerator of a Stirling air engine, the only differ- 
ence being that the processes of storing ttod re-storing 
heat go on continuously instead of taldag place alter- 
nately. The heat supplied by each grating to the feed- 
water is re-stored at exacdy tiie same temperature by 
steam which ooisdenses there. Thus we learn that the 
" loss by misapplication of heat to the feed-water " in a 
flt^m engine can be avoided not only by the ideal pumps 
described in theoretical treatises which have never been 



and toilers and their Management. 75 

used in practice, but also by a properly designed feed- 
water heater, which increases the efficiency of the engine 
exsu^tly as a regenerator increases the efiSciency of a 
Stirling air engine. Instead of the gratings we may 
suppose the supply-pipe jacketed in divisions, each divi- 
sion being supplied with steam and drained as before. 

Let us now consider the feed-water heater introduced 
by Mr. Weir, which is supplied with steam from the 
low-pressure receiver of a triple expansion engine. If 
the steam, instead of being taken from the receiver, 
were taken from the boiler, the feed-water might be 
raised to the temperature of the boiler, but the loss of 
work which might have been done by the condensed 
steam would exactly compensate for the saving of heat, 
so that the process on the whole would be neither a gain 
nor a loss. If, on the other hand, the steam were taken 
at release from the low-pressure cylinder, the feed would 
only be raised to the temperature of release, but the 
saving of heat would be an unmixed gain. It is there- 
fore easily understood that if the steam be taken from 
the low-pressure receiver, that is, after it has done two- 
thirds of its work, there must be on the whole a gain. 
For example, suppose 10 per cent, of the whole expendi- 
ture of heat is saved by raising the temperature of the 
whole amount of feed-water up to the temperature of 
the receiver. Making an allowance for the amount of 
suspended moisture which the steam will contain, it may 
be estimated that about 12 per cent, of the whole amount 
of steam used will be drawn from the receiver. The 
work which would have been done by this steam in the 
low-pressure cylinder may be taken as one-third of the 
whole, that is, as 4 per cent of the whole power of the 
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engina Thus the efficiency is increased about 7 per 
cent. 

Though this reasoning seems clear, yet so long as the 
nature of the saving thus obtained is not understood, 
doubts may be felt whether the saving is a real one, 
especially as the exact amount cannot be calculated in the 
absence of experiment. It might be supposed that there 
is a compensation in diminished action of the steam which 
is not used in the feed-water heater. On comparison, 
however, with the theoretically perfect heater previously 
described, the nature of the saving becomes clear, for the 
process is evidently equivalent to the employment of a 
regenerator with a single grating, by means of which the 
efficiency of the cycle is increased, approaching more 
closely to that of a theoretically perfect heat engine. Of 
course the whole gain due to a theoretically perfect 
heater will not be realised, but a considerable fraction, 
probably not less than one-half, may be obtained. If 
the engine be supposed in other respects perfect, an 
exact calculation may be made of the gain : in an actual 
engine it would be necessary to know the weight of 
steam used by the feed-water heater, and even then exact 
comparison is difficult, because the subtraction of steam 
from the low-pressure receiver virtually alters the propor- 
tions of the cylinders. With the high pressures used in 
recent practice it may reach 1 2 per cent, or even more. 

Having mentioned this feed-heater, and knowing there 
are many engineer who are not acquainted with it, we felt 
justified in describing the firm's latest designs for large triple 
expansion engines, as fitted to the Hamburg-American liner 
Normanniay consisting of feed-heater, feed-pumps, and 
evaporator, as shown in Figs. 31, 32, and 33. The feed- 



and Boilers and their Management. 77 

heater proper consists of an upright cast-iron cylinder, with 
two compartments, an upper and a lower. On the cover 
there is a spring-loaded valvet for admitting the cold feed- 
water, and a large non-return valve on the side for admitting 
the steam taken from the intermediate cylinder exhaust 
The main engine feed-pumps are used to take the feed- 
water from the hot well to the heater. It passes through 
the spring-valve on the cover in a thin sheet and gets 
instantly heated by contact with the steam, and by this 
heating the air in solution in the water is liberated and 
driven up to the air vessel on the top, whence it is 
removed to the condenser or atmosphere through the 
small cock on the side of the air vessel. The water in 
the bottom of the heater is then at the boiling tempera- 
ture due to the pressure in the heater, and is free from 
ftir. In this state it has no corrosive effect on iron or 
steel, and to get it into the boilers in this condition a 
float is placed in the lower part, which controls the 
speed by regulating the supply of steam to drive the feed- 
pumps ; the level of the water is thereby kept constant in 
the heater, and the pumps are completely filled with water. 
The feeding engines are of the direct-acting type, and 
one of their special features is the slide valve of the 
steam cylinder. This is an ordinary three-ported valve 
kept up to the face by the steam pressure. On the back 
of this valve are expansion ports and also ports for 
admitting steam to the ends of the slide valve, which 
works into hollow cylinders slipped on the round ends 
of the main slide and held in place by the covers. On 
this flat face the auxiliary slide, which is an ordinary D 
valve, works. This distributes the steam to each end 
of the main slide alternately, and the outer edge cuts oflf 
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the steam entering the expansion ports at 8 inches from 
the end of the stroke. The auxiliary valve is worked 
by levers driven by the piston-rod. 

The operation is as follows : When the piston is at 
the end of the stroke, the auxiliary slide opens the 
exhaust to one end of the main slide; the other end 
being in this position open to the steam, the valve is 




Fig. 32. 

thrown over until the exhaust is cut oflf, which acts as a 
cushion. In this position the main and expansion ports 
are full open for the return of the piston, which moves 
at a rapid rate until the expansion is closed ; then at 8 
inches from the end the auxiliary valve closes the expansion 
ports, and the speed is reduced towards the end of the 
stroke, when the auxiliary valve opens the exhaust and 
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throws the main slide for the return stroke. The expan- 
sion chambers are fitted with by-passes to admit the 
steam full stroke. This is necessary when starting, as 
then the cylinders ^re full of water. 

The steam pistons are made of steel and the water 
pistons of gun-metal, the piston-rods being of cold-tojled 
manganese bronze. 




Kg. 83. 

Another special feature is the valve arrangement in 
the water end. The valves are of the patent group 
type,. capable of giving a large opening with a small lift 
for the free flow of the hot water. There are twelve 
in each suction and seven in the discharge seat, thirty- 
eight valves in all. Each pump is perfectly independent 
pf the other, and they are arranged to discharge to the 
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boilers, either through the main or the auxiliary feed 
pipes, so that an accident to one line of pipe cannot 
interfere with the regular supply of water to the boilers. 

There are two evaporators capable of evaporating 80 
tons of sea-water per day, for supplying the main boiler 
with fresh water. Their special features may be shortly 
stated thus: They are triple effect in action, as the 
steam admitted to the heating tubes is taken from the 
exhaust of the high-pressure cylinder, and the steam 
raised from the sea- water is led into the low-pressure 
receiver, the loss of heat for the production of the fresh 
water being confined only to the intermediate cylinder. 
Therefore, two-thirds of the work is saved, which would 
be lost were the steam taken from the boiler direct and 
the evaporated steam put into the condenser. 

A point calling for special mention is the arrangement 
for making the tube service uniformly efiBcient — a desi- 
deratum where a number of tubes are used. The tubes 
are U shaped, the ends in the admission chamber being 
open, while the outlet ends are closed by plugs or plates 
having only a small hole as an opening to the outlet 
chamber. The water of condensation is again led by 
tubes through the evaporator before it escapes into the 
hot well. By this means there is a lower pressure at 
the outlet ends, and a constant current is kept up through 
all the tubes, preventing any accumulation of air or water. 

Another feature to be noticed is that the exhaust 
steam from the feed-pumps and the steam from the 
evaporator is led into the pipe connecting the heater 
with the low-pressure receiver, and where there is no 
auxiliary condenser the exhaust from all the auxiliary 
engines on board is led there ; thus making all th^ 
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simple engines compound and the compound engines 
triple expansion. By this simple means, considerable 
economy is effected without any extra complication. 
When the feed-heater is working the steam goes to the 
heater^ and when shut off, coming into or leaving port, 
it goes to the receiver. Circulating-pumps, engines, 
driving ^ans, refrigerators, or dynamos, work steadier, 
and with less wear and tear, than when exhausting 
direct into the condenser. 

Another very efficient evaporator is that known as 
Eayner's, which may be described as follows : — 

It consists of a vertical cylindrical vessel, in the lower 
part of which is fitted a series of horizontal coils of solid 
drawn copper tube, forming the heating surface. These 
coils are attached to suitable passages formed in the door 
of the evaporator, at their outer ends, and each pair are 
simUarly connected at their inner ends, the passages in 
the door and the central connecting pieces being so 
arranged that steam admitted to the top coil has to 
traverse that one, and then passes down to the second, 
and from second to third, and so on, till it has traversed 
the entire length of all the coils in succession. 

The steam passing through these coils parts with its 
heat to the sea-water (which is admitted to the lower 
part of the evaporator), and causes it to boil and give off 
steam, which, rising to the upper part of the evaporator, 
is led by suitable valves and pipes to the condenser of 
the main engine, where it is condensed, forming auxiliary 
feed- water, which is pumped to the boilers by the ordinary 
feed-pumps. 

The illustrations that follow give a very clear view of 
the form of the evaporator, and of the heating coils and 
their connections. 
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The special form of the heating coils, which are 
horizontal helices, secures their self- cleaning propeity, 
and this maintains their eMciency. 



These coils being the hottest part of the apparatus, the 
mineral deposits thrown down by the boiling sea-water 
tend to adhere to them ; but from the constantly varying 
temperature outside and inside the coils, they expand and 
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contract after the manner of a Bourdon gauge tube, and 
this action cracks ofif the deposited scale, which falls to 
the bottom of the evaporator, and is removed from time 
to time by the hand holes provided for that purpose. 
The door to which the coils are attached seldom requires 
to be removed ; but should it be desired at any time to 
examine the interior, only the joint of the door itself has 
to be broken, and special handling gear is provided on 
all but the smaller sizes, to facilitate the handling of the 
door with coils attached. 

It is most important that the level of the water to be 
evaporated should be maintained at a constant level, and 
that there should be no possibility of the water accumu- 
lating in the evaporator, so as to fill it, or pass over into 
the condenser. 

This requirement is fully secured by our automatic 
feed inlet valve, which is found perfectly reliable. 

This valve is contained in the chest seen on the side 
of the evaporator in the illustrations. 

Owing to the large steam room provided, and a special 
arrangement of bafHe plates in the upper part of the 
shell, no priming takes place in these evaporations. 

The space occupied by these evaporators is very small, 
and only space enough to permit the withdrawal of the 
coils is necessary in front 

Eadiation of heat to the engine-room is effectually 
prevented by the evaporators being well covered with 
hair felt, over which is fitted planished sheet steel, 
secured with brass bands. This gives the apparatus a 
highly-finished appearance, and keepathe engine-room cooL 

The advantages of using the automatic evaporator may 
be summed up, as follows : — 

Evaporation takes place under a vacuum of, say, 15 



a 
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at about 170*, whereas at 15 lbs. pressure per square 
inch it takes 250° to effect same result. 

I'he water supply being taken from the circulating 
water, leaving the main condenser usually at about 100**, 
its temperature has only to be raised some 70° in the 
evaporator to produce vapour. Only this amount of 
heat has to be given off by the high-pressure steam in 
the coils, the remaining heat being communicated to the 
feed-water by the drain from the coils mingling with it. 

The vapour generated in the evaporator gives off its 
heat to the condensed water in the main condenser, thus 
raising the temperature of the feed-water. 

Another important advantage in evaporating sea-water 
under vacuum, at a temperature not exceeding 170°, is 
that the scale is not so hard as at higher temperatures 
under a pressure. 

No special pump is required to feed this evaporator if 
fitted as we recommend, well down in the engine-room, 
below the level of the circulating-pump discharge pipe. 
The evaporator is worked under a vacuum which draws 
in the feed-water as required. 

The evaporator may be worked whilst the main engines 
are at rest, by circulating a small quantity of water 
through the condenser. The water produced being run 
into storage tanks or pumped into the boilers. 

The automatic evaporator requires less fitting up than 
any other other ; the connections are all comparatively 
small. It is usually placed on the engine-room floor 
and needs no special fixing, bolting to the floor or a stool 
made up for it being all that is necessary. 

The following instructions for working the evaporator 
are given : — 

1. Open valve on circulating - pump discharge pipe, 
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admitting water to the automatic valve chest, water will 
flow into the evaporator until the proper level is reached, 
when the automatic valve will close. 



2. "When the water appears in the gauge glass, open 
the vapour valve, putting the evaporator in connection 
with the condenser. 
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3. Open drain-cock from coils. 

4. Open steam stop valve gradually. 

A vacuum of from 5" to 15" should show on gauge, 
this can be regulated by the vapour valve. 

At first the engineer should watch carefully at what 
vacuum he gets the best results, and regulate the opening 
of the vapour valve and steam valve accordingly. The 
various pressures of steam in use on different steamers 
necessitate this adjustment 

It may not be found necessary to open the steam inlet 
valve to its full extent. We have found instances 
(especially when the coils were perfectly clean) when, 
with the steam valve full open, the ebullition of the 
water was too fierce, and there was a tendency to prime. 
This was entirely cured by partly closing the steam valve. 

The evaporator being at work will continue so, and 
requires no further attention except to blow off the brine 
periodically. The density of the brine should never be 
allowed to exceed 4/32, as ascertained by salinometer. 
The test-cock on the door is provided for this purpose. 

To blow ofif the brine, shut vapour valve (thus destroy- 
ing the vacuum) and open blow-oflf cock ; the pressure 
which will quickly arise in the evaporator will blow out 
all the brine ; any excess of pressure being relieved by 
the safety valve. When all the brine is discharged, shut 
blow-off cock and open vapour valve. 

Do not shut steam off the coils when blowing off, it is 
unnecessary ; but shut drain from coils and keep it closed 
till the water shows again at working level, then open it. 

After blowing off, if it is desired to admit the water 
more quickly, press down the rod projecting through the 
top of the automatic valve box, and keep it down till the 
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water shows proper level in the glass (as marked om the 
index plate), then pull up the rod as far as possible. 

This rod is also useful in ascertaining at any time 
whether the float on the automatic valve is acting 
properly or not. 

The scale which is thrown ofif by the coils falls to the 
bottom of the eyaporator. This should be removed every 
few days by the hand holes provided for that purpose. 
If this is done, and the working instructions are attended 
to, the door, with the coils attached, need very seldom be 
removed at all. 

Besides the foregoing, it is only fair to state that 
Morison's patent evaporator and feed-heater are also well 
and favourably known, and as these have already been 
fitted to several hundreds of steamships, a description of 
them may be interesting to our readers. 

In designing the apparatus, there is no doubt every" 
care has been taken to meet the requirements of actual 
work at sea, special attention having been given to 
simplicity, accessibility, and strength ; and if any difficulty 
is experienced, resulting, perhaps, from an error in fitting 
ill place, it should always be remembered that the success 
of the apparatus has already been established, and what- 
ever the difficulty may be, it should be at once reported 
to the makers and remedied. 

1 Regarding the amount of water necessary for auxiliary 
feed, it has been shown by very careful experiment that 
the actual loss in triple expansion engines varies from 
4 to 8 per cent, of the total amount, of steam used. 
Consequently, in an engine using 15 lbs. of water per 
IHP per hour, the total loss may be from 6^ to 13 
tons per day for each 1000 IHP developed. A safe 
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allowance being 1 ton per day for each 100 IHP, and 
if evaporators are fitted of this capacity the results will 
be satisfactory under all conditions. 

An evaporator may be arranged in various ways, 
depending upon the manner in which the vapour gene- 
rated therein is to be utilised. The three principal 
methods of using the vapour are : — 

a. By discharging it direct into the condenser, there 
to mix with the condensed steam, and be pumped into 
the boilers comparatively cold. 

ft. By discharging it into the low-pressure valve 
casing, so that it does work upon the low-pressure piston 
before being finally condensed with the main body of 
steam passing through the engine. 

c. By utilising it to heat the main feed - water by 
means of a feed-water heater. In the case of Morison's 
patent the water is delivered into the boilers at a tem- 
perature of 150** to 170° Fahr. 

The comparative economy of these different arrange- 
ments is given below, and it will be seen that the most 
economical method of working an evaporator is to utilise 
the generated steam to heat the boiler feed-water. The 
cost of evaporating a ton of water (neglecting loss by 
radiation, which is practically the same in each case) 
may be calculated as follows : — 

a. Evaporating into the Condenser. 

As it is usual to place a vapour or reducing valve 
between the evaporator and the condenser, it may be as- 
sumed that evaporation takes place at atmospheric pressure; 
and the temperature corresponding to this is 212"* Fahr. 
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The water for feeding the evaporator being taken from 
the circulating discharge, its temperature may be taken 
at 80^ Fahr. 

To maintain the density at 2^/32, two-fifths of the 
total amount of water admitted to the evaporator must 
be discharged into the bilge, and consequently to produce 
1 lb. of pure steam 1|- lbs. of water must be admitted 
to the evaporator, of this 1 lb. is evaporated and § lb. 
are discharged into the bilge as hot brine. 

The total heat required to make 1 lb. of pure steam is 
the sum of the heat in the steam land that discharged 
in the hot brina 

Amount of heat, in thermal units, ^ 
in 1 lb. of steam at 212'' above \ 1099^ thermal units. 

80% J 

Amount of heat in f lb. brine at) a ^f too— qq 
212^ above 80°, . . . .; * ^^ 132-88 „ 



Total heat required to make 1 lb.' 
of pure steam, being the sum of \ 1099+88=1187 
the above, 



e 1 Ib.^ 
mm of |- 



If it be assumed that 1 lb. of coal will evaporate 
10 lbs. of water from and at 212* Fahr., that is, that 
9666 thermal units will be obtained from the combus- 
tion of 1 lb. of coal, it follows that the amount of pure 
steam generated by 1 lb. ot coal with tMs arrange- 
ment is — 

????=8X4»». 
1187 ''**"*• 

Consequently^ to znake 1 ton of fresh water the amount 
of coal mg^HiLeed is — 

^=275 lbs 
8-14 
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J. Evaporating into LP Valve Casing. 

In this case the steam from the evaporator is 
discharged into the low-pressure valve casing, and 
does work upon the low-pressure piston before being 
condensed. There is therefore a saving over the 
previous arrangement, which may be calculated as 
follows : — 

In an economical triple expansion engine 17 per 
cent, of the total heat in the steam is turned into 
work, consequently if it is assumed that the power 
developed in each cylinder is equal, one-third of this 
(or 5*66 per cent.) is developed in the low-pressure 
cylinder. 

Also, as 17 per cent, of the total heat is utilised, 
83 per cent must be rejected; the amount of heat 
entering the LP cylinder must therefore be 88*66 per 
cent, of the total heat 

That is to say, out of the total heat entering the 
LP cylinder the amount utilised is — 

5:^^-6-38 per cent 
88-66 ^ 

Had this heat been used in the same manner as the 
rest of the heat passing through the engine, the amount 
utilised would have been 17 per cent. The amount 
regained in the LP cylinder is therefore 



6*38x100 o>7K ^ % 
=T= — =37*5 per cent or #. 

Now, let the pressure in the LP valve casing 
be 7 lbs. per square inch, the temperature corre- 
sponding to which is 233*1'' Fahrenheit, and let the 



02 Triple and Quadruple Expansion Engines 

temperature of evaporator feed- water be 80° as above, 
then 

Amount of heat in 1 lb. of> ,,r^^.K ♦i,««^„i „«:*„ 

steam at 233-r above 80^ . \ ^^^ ^ *^^^°^^ ^^^^ 

Amount of heat in \ lb. off a ^f in*?! -in9i 

brine at 2331° above 80°, .j ^ ^^ ^^'^ 1 - lU^ 1 » 

Total heat required to make^j 

1 lb. of pure steam, being V 1104*5 + 102*1 = 12066 „ 
the sum of above, . J 

''c;iindcrT""! "". ''^}«oni04-5=414-2 „ 

""p^u^ti'f ""^ ' !'• "!f 1206-6-414-2=792-4 „ 

Amount of steam generated f ^6^^- looo iKa 
per lb. of coal, . . .J 792^" ^^ ^^ ^*^- 

Consequently, to make 1 ton of fresh water the amount 
of coal required with this arrangement is — 

^^^^=183*7 lbs. 



1219 



C. EVAPOEATING INTO MoRISON'S PATENT FEED- 

WATEU Heater. 

In this case the steam pressure in the evaporator is 
about 1 lb. above the atmosphere, and as the steam is 
entirely condensed among the feed-water, and is thus 
pumped into the boilers, the only actual expenditure of 
heat is that caused by brining. 

Let the steam pressure in the evaporator be 1 lb., the 
temperature corresponding to which is 216*3** Fahr., and 
let the temperature of evapomtor feed-water be SO"* as 
before, then 

""flVa-lwlv" "*!} « o^ 13e-3=90O thennal uniU 
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This being the whole expenditure of heat, the amount 
of steam generated per pound of coal is — 

i???= 106-3 lbs. 
90-9 

Therefore, the amount of coal required to make 1 ton of 
pure water is— 

2240=21 Iba. 



106-3 



Table of Comparativb Results, showing the Amount of 
Coal required to make One Ton of Pure Auxiliary 
Feed-Water. 

Method of Evaporation. Pounds of Coal required to produce 

I Ton of Pure Water. 

Into condenser, .••••• 275 lbs. 

„ LP valve casing, 184 „ 

„ Morison's patent feed- water heater, • 21 „ 

The following is a description of this evaporator : — 

Fig. 36 shows the apparatus in working position. 

Figs. 37 and 38 are sectional elevation and plan 
respectively. By breaking the joint of the dome to 
the base, the dome can be lifted clear of the coils and 
held in that position by means of the three guides or 
supports. 

The various details are as follows : — 

A The dome of Siemens Martin steel, with stamped steel 
ring forming the flange which connects the dome to the 
base. 

B The safety valve. 

C The pressure-gauge. 

D The water-gauge, to show the height of the salt water within 
the evaporator. 

£ An eye-bolt for lifting the dome. 
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Fig. 87. 



/ 
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It should be noted that noue of these fittinga are dis- 
turbed when the dome is lifted. 

F The baae or salt depositinf; chamber, 

G Brass non-rettim valve for Bait-water inlet. 

ir Cojipur internal pipe for outlet of pteam generatal in the 
evaporator. 

J St^wm inlet. 

K, Ij TliR heating coils o( noljil clmivn copper tiilw, secured la 
the lower veasel by special lii-ass miioiis, wliicli enable the 
coils to be removed quickly and conveniently. 



Fig. 8& 

M BiaBS cock For dischni^ng brine. 

N Brass salinometer cock for iKiting the density of Iha 

O Door for cleaning out salt or other deposit^ fitted with 

Muntz metal studs and brass nuts. 
P Brass cock to regulate drain from coils. {Noit. — As the 

hole in the plug of this cock is just Lii^ enough to pass 

the water condensed in the coils, care should be taken 

that it is kept free from dirt.) 
Q Malleable iron guides and supports for dom^ 
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As to the working of the evaporator it may be men- 
tioned that it is exactly the same in all arrangements, 
and is as follows, viz. : — 

Sea-water is admitted into the evaporator until the 
required level is indicated in the gauge glass. 

Steam is then turned on at J, and in a few minutes 
the water in the evaporator will boil. 

The density of the water in the evaporator requires 
attention, and should not exceed 2^/32 (at the same 
time the density must not be kept much below 2^/32, or 
the scale formed in the coils will be very hard). 

The brine cock M should be regulated to maintain a 
steady discharge into the bilge, and in addition the whole 
of the water in the evaporator should be blown out at 
least once every four hours. 

Very little experience will show how far the small 
valve on the brine cock should be open to maintain the 
required density, and when once adjusted, no further 
attention will be necessary. 

When blowing out, steam should be turned off 
until the water has been all blown out, then turned 
on again suddenly; this cracks off the scale from the 
coils. 

The cleaning of the coils presents no difficulty, and 
takes but little time, even after forty days* continuous 
use. 

Fig. 39 gives a view of Morison's patent feed- 
water heater, which consists of an outer cast-iron 
vessel into which the steam from the evaporator is 
admitted, and, becoming condensed among the feed- 
water, imparts its heat to the latter. Its action is as 
follows, viz. : — 

Q 
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The water from tlie hot well enters the heater by CW 
and the steam from the evaporator by SM. 

AO 
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The slots in the internal pipe SM being set at an 
angle, the escape of the steam causes a centrifugal motion 
of the water among which it is condensed. 

The heated water flows out at HW to the feed-pump 
suction, any steam or vapour generated within the 
heater being allowed to escape by AO to the hot well at 
any point above the water level. 

The feed-heater should be so placed as to divide the 
distance from the air-pump to the feed-pump suction into 
two equal parts, so that the vertical distance from the 
air-pump head valve to the feed-heater will be about 
equal to the vertical distance from the feed-heater to the 
feed-pump suction. 

In some cases, where the main feed-pump valves are 
exceptionally heavy, there may be difficulty in getting 
the pumps to work when using very hot feed-water. An 
almost certain remedy for this is to put a small cock on 
the main feed-pump valve chests, between the suction 
and delivery valves, and immediately under the discharge 
valves, and to lead a -|-inch pipe to the condenser. This 
will clear the pumps of the vapour which impedes their 
action. 

When evaporating into the condenser, it is necessary 
to provide a reducing valve, so as to maintain a steady 
pressure within the evaporator, and thus avoid priming. 
This valve is shown in Fig. 40, and when in use the 
steam from the evaporator enters at B2, lifts the double 
opening valve D2, against the pressure of the spring E2, 
and escapes to the condenser by C2. The spring may be 
adjusted to any required pressure by the set screw F2, 
and is usually set to maintain a slight pressure in the 
evaporator. 
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A brining cock is also arranged for continuous brining 
into the bilge, and in order that it may be readily 
adjusted to the amount required to maintain a density of 
2^/32 in the evaporator, a small by-pass valve is pro- 
vided, as shown in Figs. 41 and 42. In ordinary working 
the plug is completely shut, and the small valve regulated 
to pass the necessary quantity of water. When this 
valve is once adjusted it need not again be touched, the 





Fig. 41. 



Fig. 42. 



plug being used for blowing the whole of the water out 
as previously described. 

The following is the method of working the evapora- 
tors: — 

a. Evaporating into Condenser. 

Fig. 43 shows the simplest arrangement for fitting an 
evaporator ; it is, however, the least economical. 
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In this arrangement the steam generated in the 
evaporator is discharged into luain condenser through 




Fig. 43. 

the pipe S and reducing valve T. The necessary feed- 
water for the evaporator is taken from the circulating 
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discharge by the pipe E, and enters the evaporator by 
the non-return valve G. 

The steam condensed within the coils flows by the 
pipe X to the hot well. A pipe U conducts the brine 
from the brining cock M to the bilge. By placing the 
reducing valve T low on the condenser, as shown, the 
steam from the evaporator is allowed to mingle with 
the feed-water, and thus heat it to a slight extent. The 
amount of heat thus utilised is, however, necessarily 
small, as it is impossible to raise the temperatupe of the 
water above that corresponding to the vacuum in the 
condenser. 

With this arrangement, as the water flows into the 
evaporator by its own weight, it is necessary to place the 
apparatus as low as possible, so that there may be a 
considerable head of water. 

h. evapokating into lp casing and 

Condenser. 

Fig. 44 shows an arrangement with connections to 
both LP valve casing and condenser. In this case it 
is necessary to fit a small pump V for the supply of water 
to the evaporator. This water is taken from the circu- 
lating discharge, as before, by the pipe E, and enters the 
evaporator by the pipe W and non-return valve 6. A 
two-way cock Y is placed in the steam pipe S, and it is 
thus possible to discharge the steam from the evaporator 
into the LP valve casing, or into the condenser at will. 
A non-return valve Z should be placed on the LP valve 
casing. 

In ordinary cases with the engine working, the steam 
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from the evaporator would be led into the LP valve 
casing; but when the evaporator is used in port the 




Fig. 44. 

steam is discharged into the condenser, thus allowing any 
waste of water to be made up. 
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(?. Evaporating into Morison's Patent Feed-Heatek. 

Fig. 45 shows an arrangement with Morison's patent 
feed-heater and reducing valve. 




Fig. 45. 
The feed-heater (which has been previously described) 
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is shown at FH. The water from the hot well enters by 
the pipe Al, and after being heated flows by the pipe 
Bl to the main feed-pump suction. A two-way cock Y 
is placed on the evaporator outlet pipe S, so that the 
steam from the evaporator may enter the condenser by 
the reducing valve T, or may be conducted by the pipe 
CI to the feed-heater. 

The drain from the coils may be led by the pipe X 
into the pipe CI at any point beyond the two-way cock, 
as shown. Dl is a pipe for the escape of air and vapour 
from the feed-heater, and is led into the hot well at any 
point above the usual water level. 

For the purpose of providing pure drinking water, part 
of the steam generated in the evaporator may be con- 
densed in any fresh-water condenser, and, being absolutely 
free from grease, it is very suitable for this purpose. 

Board of Trade Requirements. 

It may here be pointed out that when an evaporator 
is required for a passenger ship, it must be made under 
Board of Trade Survey, and the material as well as the 
completed apparatus must be tested in the same way as 
a marine boiler. 

Instead of the ordinary safety valve, shown on the 
engravings, a double lock-up safety valve with easing 
gear is provided. 

The tests comprise : — 

1. Testing the material at the steel makers*. 

2. A hydraulic test at the manufacturers' works to 
twice the pressure in the main boilera. 

3. A steam test on board ship. 
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In case of the steam test on board ship, the Board of 
Trade requires the full pressure to be admitted to the 
coils (when connected to the boilers) and the evaporator 
safety valves to be tested for accumulation at 40 lbs. 
pressure. 

Much trouble has been caused by evaporators being 
connected to reduced steam pipes, as the Board of Trade 
then insists upon the full boiler pressure being admitted 
to the coils during their test, and it is impossible to do 
this without interfering with the reducing valves. 

As the Board of Trade does not recognise reducing 
valves however efficient, we strongly recommend that the 
evaporators be connected direct to the main boilers, or to 
some steam pipe in direct communication with the same. 

Lloyds' Eequirements. 

Except when specially ordered, the evaporators are 
made to pass Lloyds* requirements only, and are tested 
as follows : — 

1. Coils and connections to twice the boiler pressure 
and to not less than 320 lbs. per square inch. 

2. Dome and base to 80 lbs. per square inch. 

3. Safety valve set to blow off at 10 lbs. 



CHAPTER VL 

Combnstion of Fuel — Economy of Cornish Boilers — How Combustion is 
Effected — Quantity of Air Required — Natural Draught — Forced 
Draught — Induced Draught — Different Methods of Effecting the 
Same — Their Respective Advantages and Disadvantages — Howden*s 
System of Forced Draught — Results obtained from Actual Practice. 

The successive improvements in the marine steam engine 
during the last twenty or thirty years, whereby there has 
been effected so great a reduction in the ratio of fuel 
consumed to power obtained, have been almost exclu- 
sively confined to the motor, much to the neglect of the 
generator ; the reduced consumption having been effected 
by a more judicious use of steam in the engine, and not 
by more economical evaporation in the boiler. 

Putting aside the merely constructional improvements 
arising from greater experience, better material, and 
improved appliances, steam boilers for land and marine 
purposes are practically the same as they were at the 
time the average consumption of coal per horse-power 
developed in the engine was about three times that of 
the present day. 

It may even be said that we have retrograded rather 
than advanced, because some forty years ago a higher 
evaporative economy was prevalent in Cornwall than is 
to be found there or anywhere else now. In that district, 
in 1846, an evaporation was recorded per lb. of coal of 

lOB 
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12*89 lbs. of water from 212^ In the marine practice 
of the present day the average evaporation per lb. of coal 
is probably not more than '6 of this Cornish economy, 
while in those high-speed steamships, which maintain an 
average of about 17 knots across the Atlantic, it is 
probable that barely half of this evaporative duty is 
reached. 

This great falling off in evaporative economy in boilers 
of the present day must not, however, be ascribed to 
less knowledge but to the very different conditions and 
necessities that are now imposed by great industrial 
progress. 

The conditions under which the high economy of the 
Cornish boiler was obtained are incompatible with marine 
requirements. They would also, as a rule, be impractic- 
able or unprofitable if applied to land boilers, especially 
in populous districts. 

Time and working space are every day growing more 
valuable. A maximum of power in a minimum of space 
is being more and more sought for. This demand is 
diametrically opposed to the essential conditions by which 
the high Cornish economy was obtained. The rate of 
combustion was from 3 to 4 lbs. of coal per hour per 
square foot of grate, accomplished by careful restriction 
of the air admission to the furnaces. The proportion of 
heating surface to water evaporated was from six to 
seven times that of the average in marine boilers. A 
comparatively low temperature in the high chimney gave 
an adequate draught for the slow combustion, and per- 
mitted the heating of the feed- water by the waste gases 
after leaving the boiler. Add to these precautions the 
most thorough protection of the whole boiler from loss of 
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heat by radiation, and we have the conditions by which 
the high evaporative economy was effected in Cornwall 
forty years ago. 

Though the necessities of our day render this cumbrous 
and slow system unsuitable for our steam supply, yet 
it must be acknowledged that the fact of the higher 
evaporative power now required from boilers being 
obtained only by a great sacrifice of evaporative economy, 
is inconsistent with the general advance in engineering 
science, and contrasts most unfavourably with the marked 
economical improvements in the engine or motor. 

This anomaly, however, is not incapable of being 
removed, and even a much higher evaporative power 
than now prevails may be had from boilers, along with 
a higher evaporative economy than is found in present 
practice; in short, an approach may be made to the 
unequalled economy of the Cornish slow combustion 
system with an evaporative power, it may be, ten times 
greater. 

Experience has hitherto shown generally that with 
slow combustion judiciously carried out a high evapora- 
tive economy has been eflfected by natural draught, but 
as the rate of combustion has increased the evaporative 
economy has steadily fallen. Further, when combustion 
has been raised by forced blast to a rate much higher 
than is possible by natural draught, the evaporative 
economy has decreased in a still higher ratio. 

It is important at this stage to elucidate the causes of 
this unsatisfactory result as far as possible before describ- 
ing how t*he difficulty may be overcome. 

In the case of a common fire-grate the fuel bums 
because the combustible matter it contains is brought 
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into contact with that which will produce combustion, 
or, in other words, the carbon or hydrogen in the fuel 
is brought into contact with oxygen at a certain tempera- 
ture, and to accomplish this either the gas or the fuel 
must be heated up to the temperature at which it will 
ignite with oxygen. Unless this is effected, combustion, 
of course, will not take place; but when oxygen is 
brought into contact with carbon — heated as coal is in 
the fire — combustion will be continued until the whole 
of the fuel is consumed. It will be noticed that if coal 
is burned in an open grate the combustion is slow, and 
this is owing to what is called a bad draught. This 
cannot be due to an insuflBciency of oxygen, because 
there is an unlimited supply of that gas available, and 
consequently we must seek for some other cause. 

It would rather be due to too much oxygen, or, in 
ordinary language, too much air, in which case the 
cooling effect of the surrounding gas, oxygen and 
nitrogen, would prevent the temperature from rising 
high enough to admit of the rapid burning of the coal. 
If we take a fire in an ordinary open fire-grate, and close 
up the open part of it down to the level of the bottom 
of the bars, the fire will begin to bum up brightly, and 
the fuel will very soon become incandescent ; in other 
words, its temperature will be raised very much indeed, 
the rate of combustion will be increased, accordingly 
there will be less visible smoke, and if used for raising 
steam such a fire would give a very much better supply 
than before. There has been no change in the draught 
due to the chimney, for it is the same chimney and there 
is the same area of fire-grate ; but in the present case 
the supply of air has been limited, and the whole of 
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it made to pass through the fire. As a natural con- 
sequence of decreasing the area through which the air 
can efifect a passage its velocity will be increased, and 
the velocity with which the oxygen ordinarily meets the 
carbon particles will be so much increased that increased 
combustion and an intensified heat will be the result. 

The ordinary fire-grate of a boiler is generally so 
arranged that nearly the whole of the air supplied to it 
has to pass under the grate-bars, no doubt a small 
portion is sometimes allowed to pass over the top of the 
fuel, but the greater portion has always to pass under 
the bars. Being applied to the under side of the fuel, 
and having to escape into the combustion chamber from 
the top side of it, the air is compelled to pass through 
the heated fuel, and in doing so it becomes thoroughly 
warmed, thereby bringing it into the condition most 
favourable for perfect combustion ; and the small quantity 
admitted to the top of the fuel having likewise become 
similarly heated, a much better burning fire will be 
obtained than if it were open. 

This is termed "natural draught," because there are 
no mechanical means adopted to produce it. 

Combustion by natural draught in boilers at the rates 
now prevalent is necessarily more or less wasteful and 
imperfect, because the velocity given to the air supply, 
even with the sharpest draught, is insufficient to cause it 
to penetrate and mix with the fuel over the whole area 
of a furnace of ordinary dimensions, and further, because 
a very considerable portion of the heat of combustion is 
required to rarefy the air in the chimney to maintain the 
draught, this expenditure increasing with the rate of 
combustion. 
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Unless, therefore, a much greater supply of air is 
admitted to the furnace than is required theoretically for 
perfect combustion, it is found that, owing to an unequal 
distribution and imperfect mixture of the air with the 
fuel over the area of the furnace, part only of the oxygen 
enters into union with the combustible gases and carbon 
of the fuel, the remainder passing to the chimney un- 
assimilated. The unavoidable consequence is that a 
considerable portion of the carbon leaves the boiler 
unconsumed as carbonic oxide. Visible smoke is also 
formed in large quantities, and though this objectionable 
product may contain but a small portion of carbon, it is 
always an indication of imperfect combustion and of the 
waste of more important constituents of the fuel 

On the other hand, if an increased admission of air is 
made to the furnace, in order to secure the more complete 
combustion of the fuel, then the excess of air — which 
must always be largely beyond the quantity required for 
perfect combustion when properly carried out — reduces 
the temperature of the furnace, and consequently the 
ratio of evaporative power, and, what is still more 
wasteful, robs and carries otf to the chimney a large 
percentage of the total heat of the fuel 

The waste arising from imperfect combustion caused 
by restricting the air supply, as described, may be 
estimated from the following data. When perfect com- 
bustion is eflfected by the chemical union of two atoms 
of oxygen with one of carbon, forming carbonic acid, 
14,500 units of heat are evolved from 1 lb. of carbon; 
but when from imperfect combustion only one atom of 
oxygen unites with one atom of carbon and carbonic 

oxide is formed, only 4400 units of available heat are 

H 
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evolved from 1 lb. of carbon. The loss arising from this 
imperfect combustion can, therefore, be calculated by 
ascertaining the proportion of carbonic acid to carbonic 
oxide in the waste gases, noting also the quantity of air 
passing away with its oxygen unassimilated. 

The waste arising from admitting an excess of air may 
be estimated by ascertaining the quantity of air admitted 
in excess. About 11 tons of air are required for the 
perfect combustion of 1 ton of ordinary coal, if no 
portion of the air is wasted. Double this quantity or 
even a larger proportion is frequently supplied. If 
double the quantity be assumed, then 11 tons of super- 
fluous air must be heated from the combustion of the 
1 ton of coal, which will not only greatly reduce the 
temperature of the furnace and its evaporative power, 
but in leaving the boiler at a temperature, it may be 
600° or more, higher than it entered the furnace, will 
also carry off a large percentage of the heat of the fuel. 
The loss caused by 1 1 tons of superfluous air leaving the 
boiler at 600° above the entering temperature stated in 
figures is 11 X 2240 x '246 (the specific heat of the 
escaping gases) = 6061*4, which, x 600 = 4,638,840, 
the loss in units of heat, being fully 12^ per cent, of 
the total heat of combustion of the ton of coal, taking 
the efficiency of the coal at 12,600 units per lb. 

The dilemma, therefore, in which every furnace operator 
finds himself when working with natural draught is the 
choice of either admitting a moderate amount of air to 
the furnace, and having in consequence an imperfect 
combustion, with much smoke and considerable waste of 
fuel, or of admitting air greatly in excess of what is 
required for perfect combustion properly effected, and 
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thereby obtaining a more complete combustion, but at 
the cost of a large waste of heat carried oflf to the 
chimney by the superfluous air, besides the reduction of 
the evaporative power of the boiler by the dilution of 
the furnace temperature. 

Of these two sources of loss, unfortunately, the greater 
is generally that arising from the too liberal supply of 
air, consequently the hotter furnace, with increased steam 
and much smoke, is prefen^ed by all stokers to the cooler 
furnace with diminished steam and little smoke. 

The well-known disadvantages, such as enumerated, 
attending the combustion of coal by natural draught, 
with the limitation of the supply of steam, often further 
affected by the state of the draught and quality of coal, 
have led to frequent attempts to effect combustion in 
boiler furnaces by air supplied by mechanical means 
above atmospheric pressure, that is, by means of forced 
draught. 

To make the meaning of this phrase more intelligible, it 
may be defined as follows : — When any mechanical appli- 
ances are fitted to the front of the fire for the purpose of 
forcing air into it at a greater velocity than that it would 
acquire from the chimney alone, then such an arrange- 
ment is termed " forced draught." 

In any case the object of such an appliance is to 
increase the supply of air to the furnaces, and to do it 
in such a way that it is applied wholly to the combus- 
tion of the coal, and not to the dilution' of the products 
of combustion, which would lower the temperature both 
above the fire and in the combustion chamber and tubes. 
If any appliance used for this purpose produced such 
a result it would be very bad indeed, for most of 
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the smoke-consuming apparatus are dangerous on that 
account. 

As already stated, the main object of all such appli- 
ances is to increase combustion, and that increased 
combustion is of course effected upon the same area of 
fire-grate. For instance, take the case of a boiler with 
30 square feet of fire-grate, it burns 14 lbs. of coal per 
square foot per hour, and a certain quantity of steam is 
produced, — now, if the combustion can be so increased as 
to burn 21 lbs. of coal per square foot, 50 per cent 
more steam would be expected. 

Some sixty years ago, when marine engineering. was in 
its infancy, the funnels of steamships were of small size 
compared with those now in use ; it is not to be wondered 
at, therefore, if the consumption was not very great in 
the furnaces. They burnt then about 8 J lbs. of coal 
per indicated horse-power per hour, which meant, of 
course, a very large consumption, compared with what 
is the case now, so that a comparatively small steamer 
would burn a large quantity of fuel. Considering that 
ships then had comparatively little depth of hold, and 
were burning a large quantity of fuel per indicated 
horse-power, it may be imagined that attention would 
sooner or later be drawn to the necessity for something 
more than a funnel. 

Coming to more modern times, or about twenty years 
ago, from 14 to 20 lbs. of coal per square foot of fire- 
grate was the usual consumption ; in fact, 14 lbs. was 
considered a very fair average rate for ordinary sea-going 
ships with average stokers. On trial trips, with good 
fires, fTood coals, and good stokers, as much as 20 lbs. 
were sometimes burnt. This increase in consumption of 
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coal per square foot of fire-grate was due to another 
cause operating, and that cause showed its effect pretty 
plainly later on when steel was introduced, and furnaces 
were made very much larger in diameter than formerly. 
When this had been done, grates were consequently 
decreased in length in proportion to their increased 
breadth. This change came about slowly without any 
one noticing the effect, and the only indication of it 
was when it became known that some engineer, by 
shortening his furnace bars, had obtained better results 
than formerly. It seemed very much like a paradox, 
but there appears very good reason for it on mature 
reflection, for it will be readily seen that any increase 
of grate surface obtained by an increase in diameter 
of furnace must be small in comparison with that 
effected in the area for air supply, because, while the 
grate area would increase directly with the diameter 
of the furnace, the area for air supply would increase in 
the ratio of the square of the diameter. 

When from special circumstances, therefore, larger 
furnaces could be put in, better results were, of course, 
obtained. One of the causes which first operated against 
this improvement was the comparatively high price of 
Low Moor iron, which, in the case of large plates, 
amounted to as much as £40 per ton. This was a great 
consideration ; but with the advent of steel there became 
practically no limit to the size of the plate. After this 
came the Bowling hoop, followed by Fox*s corrugated 
and other patent furnaces, so that it may be said there 
was then practically no limit to the diameter of 
furnaces. 

It will be seen that at the outset improved com* 
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bustion was obtained from increase of air supply with 
decrease in length of bar, for the fire-bars were actually 
made shorter. In actual work, with long grates, a con- 
siderable portion is ineffective, for a fireman cannot work 
a grate very efficiently if it is much over 5 feet 6 inches 
long, while, if he has a grate 4 feet 6 inches long, the 
back end is kept in as good order as the front and as 
well supplied with coaL 

Another means which tended to the same end was an 
improved form of fire-bar. There are several patterns of 
these, such as Martin's, Henderson's, and others, by the 
use of which the fires are always kept clean, and the 
efficiency of the whole of the air spaces between the bars 
is maintained with, of course, a very much better result 
Probably with Henderson's bars, used at a fairly good 
speed, nearly as good results might be got as with 
moderate forced draught ; these bars may themselves be 
considered a mechanical means of improving combustion, 
but they do not come up to the strict definition of the 
term, inasmuch as they do not produce of themselves any 
larger inflow of air to the furnaces. 

The lengthening of the funnel is, (rf course, another 
method whereby an improved draught may be produced, 
and every one who has to do with boilers is supposed to 
be familiar with the fact that an addition of a few feet 
to a funnel is relied upon as one of the readiest means 
for improving the efficiency of a boiler. 

The repeated attempts to utilise forced draught, how- 
ever, have not hitherto been successful, and therefore, 
except in locomotives and torpedo boats, natural draught 
is still in general use for steam boilers. 

The causes of failure though various, and often not at 
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first sight apparent, become, nevertheless, quite obvious 
when sufficiently investigated, and a short description of 
the most prominent of these attempts to improve com- 
bustion by mechanical means may be of some interest 

The plan which has probably been most frequently 
tried is that of forcing air by a fan or other blower into 
a closed ash-pit, but this mode of increasing the power 
of a furnace, though apparently simple, must always be 
disappointing, for the following reasons : — 

If the coal on the fire-grate be kept sufficiently thin 
to permit the oxygen of the air supply to penetrate to 
the upper layers of the fuel, to effect combustion of the 
inflammable gases, the quantity of air passing through 
will be too great, and the temperature of the furnace 
will be unnecessarily reduced, and much loss of fuel 
occur. 

If, on the other hand, the coal be laid sufficiently 
thick to prevent an undue quantity of air from passing 
through, there will be a lack of air to consume the 
combustible gases generated by the great heat from the 
combustion of the lower layers of fuel. Much visible 
smoke will in consequence be produced, and also carbonic 
oxide, so that in this case also less economy will follow 
than may be realised by natural draught. This system 
of supplying air to a furnace is likewise very severe on 
the fire-bars, and has other disadvantages, such as requir 
ing to shut off the air when the furnace door had to bo 
opened. If this system is worked so that the air is pre- 
vented from passing through the fire - bars, and fuel 
sufficiently to produce any pressure in the furnace by 
reducing the air spaces between the bars, and the 
chimney draught therefore capable of drawing air by 
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the furnace door, some of the difficulties mentioned will 
disappear; but in such a case, though the air may be 
supplied under the bars by a fan with pressure, it cannot 
be termed an example of " forced draught," as it does not 
comply with the terms of our definition. 

In 1862 a boiler was constructed by Mr. Howden for 
the purpose of testing the forced draught method of 
effecting combustion by air under pressure. The boiler 
had a short chimney, and the air was supplied to the 
closed ash-pit by an engine and fan. The results of the 
trials were disappointing, and exactly of the character 
already described ; but they were not altogether value- 
less, for they clearly showed that forced combustion 
could not satisfactorily be carried out under the condi- 
tious existing at these trials. 

A second method resorted to for increasing combustion 
in boiler furnaces is that of exhausting the air in the 
chimney or uptake by a fan, thus reducing the pressure 
in the flues or tubes and furnaces, and thereby inducing 
a more rapid current of air through the furnace, both 
below and above the grate-bars. This plan, which is 
known as " induced draught," so far as the supply of air 
to the furnace is concerned, is in practice more workable 
than the plan previously described, as the air enters the 
furnace not only at a greater velocity than is attainable 
by natural draught, and is more thoroughly intermingled 
with the fuel all over the furnace, but, the pressures 
above and below the grate-bars being equal, the opera- 
tions of the furnace become much more easily managed. 

This mode of creating these advantageous conditions 
in the furnace is, however, so far objectionable. The 
passing of the hot gases of combustion through a working 
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fan is of itself a mistake, practically and theoretically. 
Even if it were possible for the machine to continue in 
working order under this ordeal for any length of time, 
the hot gases, if leaving the boiler at no more than 461* 
above the entering temperature, would be twice the 
volume of the air which entered the furnace from the 
stokehold. A fan to exhaust the hot air would therefore 
require to be at least double the capacity of one which 
would be able to supply the same quantity direct from 
the stokehold to the furnace. This plan, which was one 
of the earliest tried, is therefore considered impracticable 
for large boilers, but has been occasionally used in boilers 
of a limited size. 

A third method, producing the same effect on the 
furnace as the last, is that of inducing a draught by 
means of a steam jet in the funnel This plan is simple, 
requires no working machinery, and is within certain 
limits effective. It illustrates the . advantage of mixing 
the air more thoroughly with the fuel than is possible 
by natural draught, as by its use a greater evaporative 
power is obtained, while the consumption of fuel per 
horse-power of the engine is not more than the rate per 
horse-power for natural draught, notwithstanding the loss 
of steam by the jet. 

The waste of water by this system unfits it for marine 
boilers working at high pressure, and it is not required 
in land boilers with hij^h chimneys. It is, however, seen 
on a grand scale and in its most legitimate use in the 
locomotive boiler, where, instead of merely a small per- 
centage, the whole of the steam from the boiler is used 
for the purpose of inducing a current through the furnace, 
after it has done its work in the cylinders. 
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The remarkable effect produced by the powerful action 
of the blast-pipe is well known. It has increased the 
power of the boiler to at least six times the eflBciency 
obtainable by natural draught ; and what we owe to this 
power of increased combustion is simply incalculable. 
It is not too much to say that the amount of travelling 
and carriage of goods from end to end of the kingdom 
could not have reached a tithe of their present enormous 
extent but for this powerful artificial supply of air to the 
furnace of the locomotive boiler. An average consump- 
tion of 100 lbs. of coal per square foot per hour is burnt 
on the fire-grate of an express bcomotive, and, what 
should not be overlooked in the consideration of this 
subject of combustion under air-pressure, this astonishing 
rate of combustion is accomplished with comparative ease 
and remarkable economy. 

A further method of improving combustion, and more 
especially of preventing smoke, which has been frequently 
tried, is that of increasing the supply of air to the fuel 
above the grate by currents induced by steam jets. The 
steam jets penetrate the fuel, carrying with them the air 
to supply the necessary oxygen to those parts of the 
furnace which would not be suflBciently reached by 
natural draught, and, by this means, combustion is 
improved, and smoke in large measure prevented. 

This is not in itself an economical plan ; it has several 
objectionable features ; and for marine boilers it is, for 
obvious reasons, quite unsuitable. It gives another proof, 
however, of the advantage, within certain limits, of an 
artificial supply of air above atmospheric pressure, as 
the improved combustion effected compensates to a con- 
siderable extent for its inherent wastefulnesa 
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The most successful plan, in some respects, that has 
hitherto been applied to marine boilers, is that of the air- 
pressure stokehold or boiler-room, as used in torpedo 
boats, in which the air enters the furnace above and 
below the fire-bars in the same manner as by natural 
draught, but at the increased velocity due to the difference 
of air-pressure in the boiler-room over that of the atmos- 
phere outside. 

The results obtained in evaporative power approach 
those of the locomotive boiler, and the comparatively 
small boilers used in these boats, generally of the loco- 
motive type, under the powerful action of the great 
supply of air to the furnace under pressure, are able to 
generate steam sufficient to impart a speed of 25 or 26 
miles an hour to the vessel. 

The success of this system in torpedo boats led our 
own and other governments to apply it to large steamers 
having a number of boilers, with several furnaces in 
each; but, it being impracticable to make air-tight a 
large boiler compartment, and the coal bunkers which 
must necessarily be in open communication therewith, 
the plan was adopted of forming air-tight chambers, or 
rooms, on the furnace ends of each boiler, or pair of 
boilers, into which the air can be forced by fans working 
on the deck above. These rooms contain the coal being 
used by the stokers on duty, and access to the chambers 
is obtained by doors specially designed to prevent egress 
of air. 

The results of a number of trials of this arrangement 
showed that much larger supplies of steam could be 
obtained by it, and with much less discomfort to the stokers 
than would have been possible from natural draught. 
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This, however, is about all that can be said in favour 
of this system. Its practical disadvantages are very 
considerable, even in war vessels, and are more than 
sufficient to prevent its application to mercantile steamers. 
The chief defects of the system, and they are serious, are 
its wastefulness and its tendency to injure the boilers. 
It is a system which may be characterised as one for 
obtaining an increase of power regardless of expense. 
Judging from the experiments already described, the 
impossibility of working a furnace with air under pres- 
sure without waste of fuel, unless most carefully studied 
precautions are adopted, it may readily be seen that the 
indiscriminate admission of air in this system must be 
wasteful of fuel in a very high degree. The efifect on the 
boilers themselves, whenever a furnace door is opened, 
of the rush at full pressure of a column of cold air, equal 
to the area of the furnace door, at a velocity from 80 
feet to 100 feet per second, must be most injurious. 
The furnace plates, as well as the tube and other plates 
of the combustion chamber, cannot but sufifer severely, 
while the great volume of cold air lowers the temperature 
of the whole boiler, and greatly neutralises the benefit of 
the rapid combustion of fuel ; and when scale is formed 
on the plates to any extent, the injury from this mode of 
working becomes very marked. 

In treating of this subject, we cannot do better than 
begin by describing an arrangement devised by Mr. 
Howden during the year 1880, to which he was led by 
the remembrance of the causes of failure to obtain 
satisfactory results in 1862, as already narrated, and by 
observing the defects of the other methods previously 
referred to. 
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To the sumiDer of 1882 be had an opportunity of 
applying it to a small marine boiler, 7 feet diameter by 
7 feet 9 inches in length, with two furnaces, each of 2 
feet diameter, and the results being satisfactory he 
thereafter constructed a special boiler for the purpose of 
testing, on a sufficiently large scale, the material advan- 
tages anticipated from the adoption of this mode of 
working. This boiler was 10 feet in diameter by 9 feet 
in length, with two iurnaces each 3 feet inside diameter ; 
the furnace tubes extended the whole length of the 
boiler, the fire gases returning to the front from a dry 
chamber at the back end lined with fire-brick and other- 
wise protected from radiation of heat, through two 
separate stacks of tubes, each stack having 45 tubes 3^ 
inches external diameter. 

This boiler was erected in a yard by itself, with 
evaporating tank, engine and fan, and other appliances 
suitable for testing results, and has been used more or 
less frequently since then in making trials under various 
conditions. 

The principal objects which it was endeavoured to 
accomplish satisfactorily were : — 

1. To effect with ease and certainty complete com- 
bustion of fuel in the furnaces of ordinary steam boilers, 
at all rates from zero up to that of a locomotive boiler if 
required. 

2. To effect this combustion economically as regards 
fuel, at all rates, whether high or low. 

3. To effect this economical combustion rapidly or 
slowly in boilers of ordinary character, either singly or 
in numbers, without any change in the usual conditions of 
stokeholds when boilers are worked by natural draught. 



I i6 Triple and Quadruple Expansion Engines 

4. To effect the foregoing purposes with less wear and 
tear of the boilers and furnace fittings, and with less 
discomfort to the stokers and attendants than is ex- 
perienced when working in the ordinary way with 
natural draught 

The problem set forth under the first head made it 
necessary to use air under a pressure above the atmos- 
phere, such as is conveniently got from a fan, with 
simple means of using more or less of this air as 
required. 

To attain the second point, that of economical com- 
bustion at all rates, it waa imperative that the supply of 
air should not only be under perfect control, but that 
the necessarily varied quantities admitted per unit of 
time or of coals consumed should be exactly ascertained ; 
and, further, its distribution had to be as nearly as 
possible equal over the furnace, and limited as nearly as 
possible to the theoretical quantity for the weight of fuel 
being consumed ; and, finally, that the waste of the heat 
of combustion should be reduced to a minimum. 

To accomplish the third, it was necessary that the 
supply of air to any single furnace in a boiler, or to any 
boiler in a series, should be quite independent of the 
supply to the other furnaces or boilers. 

The advantages under the fourth head follow from the 
more economical combustion, requiring less supply of 
fuel than would be necessary with natural draught, by 
the radiation of heat into the stokehold from the furnaces 
being prevented, and by the supply of air to the fan 
being made to circulate through the stokehold. The 
saving of tear and wear is due to the air being introduced 
to the furnace so as to preserve the furnace fronts and 
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interior fittings, and also to the prevention of the usual 
injurious rush of cold air into the furnace when stoking, 
by suspending the air admission when a furnace door is 
opened. 

The means by which it was proposed to carry out 
these several purposes will be understood more clearly by 
the following description and reference to the drawing. 

On the front end of the boiler an air-tight chamber or 
reservoir (Fig. 46) is formed of light plate iron, to receive 
the air for combustion under pressure from a fan. This 
air chamber extends over the whole front of the boiler, 
from some distance above the upper row of tubes down- 
wards, so as to enclose the furnaces and ash-pits. The 
smoke-boxes of each stack of tubes are completely 
separated from the air chamber by suitable castings, as 
are also the furnaces and ash-pits, so that no air can 
enter the furnaces or ash-pits except through passages 
regulated from the outside by valves. 

The upper portion of the reservoir extends outwards 
from the boiler not more than the ordinary smoke-boxes 
and uptake ; below, at the furnaces, the reservoir in this 
case extends 7^ inches from the boiler, but this may be 
reduced. 

On the front of the castings which separate the 
furnaces from the air chamber, the outer furnace doors 
and ash-pit doors are hinged air-tight. Attached to the 
outer furnace doors by studs, and moving on the same 
hinges, are the inner and proper doors of the furnaces, 
which shut on the inner front plate in the usual manner. 

A dead plate between the outer and inner front plates 
separates the ash-pits from the furnaces above the fire- 
bars. Into these spaces above the dead plate and be- 
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tween the outer and inner furnace doors the air is 
admitted in the desired quantity from the common 
chamber by simple plate valves, and after passing through 
perforations in the doors, at the sides, and above the 
doors, is received into cast-iron boxes, which serve the 
double purpose of protecting the front plate and furnace 
door from the great heat, and distributing the air effect- 
ively among the fuel The air is admitted as required 
to the ash-pits by separate valves. 

By these arrangements the admission of the air to 
different parts of the furnace is kept under perfect 
control, the quantities admitted being ascertainable, and 
all radiation of heat from the furnaces or ash-pits 
prevented. 

The heat of the fire gases after they leave the boiler 
is largely utilised by causing them to pass up through 
the tubes in the air reservoir immediately above the 
smoke-boxes. While the hot gases pass through the 
inside of these tubes, the cold air from the fan enter- 
ing by the pipe is made to sweep right and left among 
the tubes, carrying a considerable portion of the escaping 
heat downwards by the sides of the smoke-boxes to the 
furnaces. 

This heating of the air for combustion by the waste 
gases is an element of the first importance in effecting a 
high economy of fuel in forced combustion, and the one 
which makes possible or increases the beneficial effects 
of other combining elements. The various beneficial 
effects of the heated air are not to be measured only by 
the direct recovery of so much heat that otherwise would 
be lost, but also by their effect in increasing the average 
temperatui'e of the furnace, which again not only adds to 

I 
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the evaporative efficiency of the boiler, but also allows of 
a more facile aud rapid union of the oxygen of the air 
with the gaseous products and the carbon of the fuel, so 
that actually less weight of hot air than of cold is required 
to effect the combustion of an equal weight of fuel in a 
given time. This further raises the degree of evaporative 
economy and power of the furnace, making an economy 
and rate of combustion possible which otherwise would 
be unattainable. 

When a furnace door is opened for stoking pur- 
poses, the air admission valves for the ash - pit are 
closed, so that the furnace may be operated on in a 
quiescent state. No rush of cold air can thus pass into 
the furnace, as in the air-pressure stokehold system, or 
even as in boilers worked by natural draught The 
saving of the boiler from injury, and the prevention of 
waste of fuel, by this means are important features. 

When it is desired to reduce or increase the rate ot 
combustion, the admission valves are opened or shut as 
required, and with any given pressure of air in the 
chamber it is not difficult, after a few trials, to establish 
the required openings for different rates of combustion, 
from zero to the highest rate possible by the given air- 
pressure. 

When the admission valves are entirely shut the 
combustion may be practically suspended for hours, the 
fires continuing more or less indandescent. 

By this means a steamer may with ease be kept lying 
under any desired pressure of steam for any length of 
time, and without tendency to blow ofiF. 

In erecting this boiler for trial, Mr. Howden purposely 
made the conditions under which it was to work as diffi- 
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cult in regard to combustion as would ever be likely to 
occur under the most unusual circumstances in actual 
practice. The funnel was made only 15 inches in 
diameter, and 21 feet high from the fire-grate. A still 
greater restriction was the limiting of the air -heating 
tubes in the reservoir (through which the whole of the 
fire gases issuing from each furnace have to pass to the 
common uptake) to 14 in number, of 3^ inches external 
diameter. The effect of these restrictions and contrac- 
tions is to reduce largely the rate of combustion with a 
given pressure of air. 

With natural draught this same boiler generates steam 
very slowly; but with 2 inches to 2 J inches of air- 
pressure a combustion of about 30 lbs. per hour per 
square foot of fire-grate can be reached, and this rate 
could evidently be doubled with a corresponding increase 
in outlet area, or by increasing the air-pressure, but the 
latter would be undesirable where the former can be 
accomplished. 

It may be added that, under the restricted conditions 
described, the boiler was worked with the utmost ease at 
any rate of combustion up to the limit mentioned, and 
with an absolute freedom from visible smoke. 

In ascertaining the effect of the admission of air above, 
as well as under the fire-grate, trial was made with 
different areas of apertures, and of different pressures of 
air on equal areas. For example, the trials were begun 
with a limited aggregate area in the holes of the air- 
boxes inside the furnace, this area being gradually in- 
creased until it was found that the increased area added 
little to the rate of combustion, while the evaporative 
economy became sensibly reduced. 
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The admission below the grate was also tried with 
Ywrious areas of air inlet apertures and pressures, and 
their effect noted on the combustion and evaporation. 

In the course of these trials some interesting results 
were noticed. For example, when the air admissions 
above and below the fire-bars were regulated in certain 
proportions to each other, if the admission openings above 
were then decreased and those below increased to about 
the same amount, a much higher rate of combustion took 
place than when the process was reversed by increased 
admission above and decreased below; this difference 
arising from the changes produced in the balance of 
pressure in the furnace. 

When the pressure was relieved somewhat above and 
increased below, the air passed much more rapidly 
through the fuel in its passage to the chimney, with 
a correspondingly more rapid combustion, than it did 
when, with the same aggregate admission, the pressure 
was increased above and decreased below ; and in this 
case the current upwards through the fuel was greatly 
checked, and matters could be so regulated that the 
current through the fuel could be nearly prevented by 
the pressure above. 

At the same time the admission of air above the fuel 
in proper proportions serves most important purposes, and 
contributes towards realising the highest economy. It 
has also an important effect in preserving the furnace- 
fittings and fire-bars. The great destruction of fire-bars 
caused by working with the closed ash-pit system has 
been already referred to ; and the cause of this destruc* 
tion became evident after several trials with this same 
boiler, as in it the admission above the bars tempered 
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the velocity of the air through the fuel from below, 
while the fuel was kept in perfect combustion above. 
When the pressure of air is entirely from below, as in 
the closed ash-pit system, with a sufficient depth of fuel 
on the grate, and a given air-pressure, the bars can be 
melted by the intense heat generated in the lower layers 
of the fuel; but in the experimental boiler the fire- 
bars and air-boxes in the boiler were found to be, on 
examination, still sharp on the comers, and as good as 
when put in, after making all the trials mentioned, and 
consuming in some cases about 30 lbs. of coal per square 
foot per hour. This of itself is an important practical 
result in the working of furnaces with air under pressure. 
The chief point, economically, towards which Mr. 
Howden had been working in these trials, was the 
attainment of a high rate of combustion with a mini- 
mum admission of air, that is, an admission as near to 
the theoretical limit as can be practically reached. This 
is no easy matter, and requires to be approached step by 
step. The trials would have been in great measure a 
groping in the dark, even with the appliances described, 
but for the invention of an apparatus for ascertaining by 
measure the quantity of air entering at different parts 
of the furnace both above and below the fire-bars at the 
various pressures used. This device is the application of 
an anemometer, with an apparatus in which the same 
conditions as to entering and back pressures are created 
as those which exist in the part of the furnace into 
which the air is being admitted. The velocity is read oflf 
without difficulty, and the dimensions of apertures being 
known, and temperature ascertained^ the volume of air is 
exactly calculable. 
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This system of air measurement, combiDed with 
chemical analysis of the products of combustion, enabled 
the results to be ascertained with intelligence and cer- 
tainty. These trials have unquestionably shown the 
great diflBculty of obtaining a high rate of combustion 
with forced draught, without admitting a most wasteful 
excess of air ; and that, although it is comparatively easy 
to obtain a high rate of combustion, it is very difficult to 
combine it with economy, unless suitable adaptations are 
used for that purpose. 

In the small boiler, which was first tried with a 
very complete combustion, the evaporation per lb. of 
coal was very low, entirely owing to the excess of 
air. In the special boiler the evaporation has already 
reached a very fair economy, though not within a con- 
siderable distance of what is yet almost certain to be 
attained. 

What has already been accomplished shows that from 
9^ to 10 lbs. of water, at 212°, could be evaporated in 
boilers at sea, from 1 lb. of Scotch coal, with a rate of 
combustion of 30 lbs. per square foot of grate per hour; 
but there are good grounds for expecting that an evapora- 
tion of even 12 lbs. may yet be reached with a rate of 
combustion from 40 to 50 lbs. per hour per square foot 
of grate. 

It should be explained that the boiler used for these 
trials, with the furnace arrangements as shown, was not 
intended to represent the best mode of carrying out this 
system of combustion, it was merely a boiler suitable for 
ascertaining results under varying conditions. There were 
several changes afterwards made in its fittings in the 
light of the results already obtained, which will, without 
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doubt, increase the evaporative economy without reducing 
the rate of combustion. 

Compared with the working of boilers by natural 
draught, the advantages which this system of combustion 
by air under pressure gives may be summed up as 
follows : — 

1. Complete combustion of fuel of all qualities, under 
conditions in which combustion could not efficiently be 
obtained by natural draught 

2. The power of regulating with ease the amount of 
combustion desired from zero to many times that possible 
by natural draught ; also the capability of maintaining 
the fuel in the furnace incandescent for a considerable 
time without appreciable consumption. 

3. A great reduction in the size or number of boilers 
required to produce a given power, and the capability of 
increasing the power in steamships far beyond that now 
attainable with boilers worked by natural draught 

4. Greater economy in producing steam from the 
following causes: — 

a. From more complete combustion of fuel than is 
attainable by natural draught with a reduced admission 
of air. 

6. From the higher temperature of the furnace arising 
from the more perfect and higher rate of combustion, and 
from the air supply being partially heated before entering 
the furnace. 

c. From the utilisation of the waste heat of the escap- 
ing gases. 

d. From the prevention of heat from the furnaces and 
ash-pits being radiated into the stokehold. 

^, From the much less expenditure required to supply 
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the air of combustion Arom a fan than is required to heat 
a column of air in a chimney to obtain supply by natural 
draught 

/. From preventing the cooling down of the boiler by 
a rush of cold air to the furnace when a furnace door is 
opened. 

5. Less discomfort in stoking, the stokehold being 
kept fresh and cool by the radiation of heat from the 
furnaces being prevented, and the fan drawing fresh air 
into it continuously, independently of ventilators. 

6. The complete absence of the great nuisance of 
smoke in the use of steam-power. 

7. The abolition of all unsightly chimneys in town 
and country now necessary for combustion by natural 
draught. 

Some engineers have expressed an opinion adverse to 
the practice of heating the air of combustion by the 
waste gtises instead of the feed-water; estimating the 
abstractive powers of water and air to be as the products 
of their specific gravities and specific heats, thus making 
water 3500 times more efficient than air; but this is 
altogether an erroneous conclusion, as the success of 
Howden's system is largely due to the fact that air is a 
greatly better abstractor of heat than water passing 
through a feed-heater; and the relative values in this 
respect may be obtained from actual trial sufficiently 
correct for all practical purposes. 

In the New York City, for instance, the heat abstracted 
by the air for combustion from the escaping gases in 
the air-heater, on ordinary sea working, averaged 190^ 
Taking the air used for combustion at 18^ lbs. per lb. 
of coal, we have 190° x 18-5 x '238 = 836-57 units of 
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heat directly recovered by this air from the waste gases 
per lb. of coal consumed. 

In a boiler lately tried, where the whole of the 
escaping gases passed through a horizontal multitubular 
feed-heater, and where the water, evaporated from 42°, 
was 10 lbs. per lb. of coal consumed, the temperature of 
the feed- water, leaving the injector at 114°, was raised, 
on an average, only 25° in ptissing through the feed- 
heater, or 10 X 25° = 250 units of heat recovered by 
the feed- water per lb. of coal consumed. 

This does not, however, exhaust the case in favour of 
air as a better heat abstractor, for the feed-heater referred 
to had a tube surface of 304 square feet, with only 75 
lbs. of water passing through it per minute at a velocity 
of '025 feet p%r second, while the New York City's air- 
heater has only 230 square feet of surface, with an 
average of 275 lbs. of air passing through it per minute 
at the velocity of 25 feet per second. 

Before adverting to the important elements of pro- 
portioning the quantities of air for combustion and the 
proper manner of bringing the air in contact with the 
fuel, we may refer to some vague ideas and curious mis- 
apprehensions which appear common in regard to such 
points. 

In some recent papers bearing on the subject, it 
appears to be taken for granted that all that is required 
to secure certain temperatures in, and results from, a 
furnace, is the supply of a given weight of air for a given 
weight of combustible, the resulting temperatures being 
in an inverse ratio to the weight of air supplied. In one 
of these its author, founding his argument on a table in 
Dr, Eankine's Manual of the Steam Engine, goes on to 
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say — *' If the temperature of the atmosphere is SO'*, and 
the fuel is burned by just so much air as contains the 
necessary amount of oxygen for combustion, viz. 12 lbs. 
of air per lb. of fuel, the resulting temperature of the 
products of combustion will be 14°*640. If 18 lbs. of 
air are used the temperature will be 13*'*275, and if 24 
lbs. of air, the temperature will be 12°'500." In a 
similar paper, minute calculations were worked out from 
similar hypothetical and theoretical bases, of results 
expected from boilers with given proportions of grate and 
heating surface; but calculations of furnace tempera- 
tures and effects on such bases are misleading and 
delusive. 

The temperatures taken from Dr. Eankine's Manual 
are merely the theoretical values of the combustion of 
pure carbon at the instant when combustion is complete, 
on the hypothesis that the proportions of air stated could 
be supplied without any modifying elements intervening, 
— conditions impossible in furnaces, — and were not 
intended by Dr. Eankine to represent actual tempera- 
tures in furnaces. It is quite gratuitous advice for 
any one to say use forced draught with certain propor- 
tions of air to fuel; or use in ordinary combustion 
certain proportions of air to fuel, and certain results will 
follow, without such an one showing how the things 
recommended can be done in practice. 

In the furnace of a steam boiler, worked in the 
ordinary way with the respective air admissions men- 
tioned in the paper, the relative resulting temperatures 
would actually be reversed. If 12 lbs. of air per lb. of 
fuel were introduced into a boiler furnace in operation in 
the ordinary manner, a much lower temperature than is 
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usual in boiler furnaces, and a more wasteful combustion 
would, for obvious reasons, result. 

If 18 lbs. of air per lb. of fuel were admitted in an 
equal time to the same furnace, a considerably higher 
temperature and less wasteful combustion would follow, 
and with 24 lbs. of air both temperature and economy 
would be higher stilL 

This would lead to the conclusion that 24 lbs. of air 
admission would give the best result, from the fact that 
24 lbs. of air admission appears to be about the average 
in well - managed furnaces worked in the ordinary 
manner. 

Now, the reason of this is not because such a large 
proportion of air is desirable, but because it is necessary 
in furnaces worked in the ordinary manner, for if the 
same active combustion could be effected in the same 
time with less air, a proportional increase of temperature 
and economy in fuel would inevitably follow. Universal 
experience, however, shows that to obtain a certain 
evaporative power from a boiler worked in the ordinary 
way, about 24 lbs. of air must be used. Had it been 
possible, by merely shutting off a certain quantity of air 
from a furnace, to have obtained a higher temperature 
and better results, it would have been discovered long 
ago. The apparent anomaly — of the worst practice, 
theoretically, giving the better result — arises from prac- 
tical conditions due to the manner in which the air is 
admitted to the furnaces, and the behaviour of the gases 
in combustion. 

Temperature in furnaces does not depend primarily 
on the weight of air used per lb. of fuel consumed, even 
when that combustion is judiciously effected, but on the 
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quantity of fuel brought under combustion in a given 
time and space, the greater the quantity consumed the 
higher the temperature. 

Betuming to the consideration of the effect of the 
manner in which fuel is burned, it may be pointed out 
that though it is impossible in the large scale of a boiler 
furnace to reduce the proportion of air very closely to 
the theoretical quantity sufficient for the complete com- 
bustion of the fuel, yet a very large reduction can be 
made on the proportion now used by a different mode 
of making admission. Except for the hydro-carbon gases, 
which apparently cannot be consumed without a con- 
siderable excess of oxygen, very little excess would be 
required for the complete combustion of the solid carbon 
by the adoption of effective means for combination. 
A large dilution of the carbonic acid in the furnace by 
admission of excess of air is only necessary when furnaces 
are worked in the ordinary manner. What is wanted is 
to bring the air for combustion simultaneously in contact 
with the gaseous and solid fuel over the whole surface of 
the furnace at a velocity that will insure its intimate 
mixture directly with the fuel. In such circumstances 
a greatly reduced proportion of air will suffice for com- 
bustion, more especially if the mode of effecting com- 
bustion is at the same time so arranged as to gasify the 
carbon to a large extent. 

In carrying out his furnace operations, Mr. Howden 
endeavoured to approximate as nearly as possible to 
these conditions, and to work the furnace as, what may 
be termed, a combined quick-gasifying and complete- 
combustion furnace, by the following means: — The air 
in the ash-pit, with a given area of air-space through the 
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fire-bars, and a given average depth of fuel, is maintained 
at a pressure designed to pass a quantity of air through 
the fuel sufficient to gasify it and bring it to the surface 
largely in the form of carbonic oxide. The air in the 
casing between the two furnace doors is maintained at a 
considerably higher pressure than in the ash-pit, and is 
thus received by the distributing boxes inside the furnace 
plate and inner furnace door. The air then, at a con- 
siderable temperature and at a high velocity, issues in 
minute streams from small holes in the interior side of 
the air-boxes, their aggregate area being proportioned to 
the normal work of the furnace, and their position 
arranged to cause the air to strike the fuel with force 
equally over the surface within the limits of the fire- 
bars, as represented in the illustration. 

By means of these differential pressures, used as 
described, the weight of air required for the complete 
combustion of a given weight of fuel can be made much 
less than is necessary in an ordinary furnace, while the 
complete stage of combustion being chiefly on, or above, 
the surface of the fuel, a clear white flame and intense 
heat is generated where most efifective for radiation, and 
most innocuous in its effect on the furnace-bars. 

The grave disadvantages which must attend the use 
of the closed or air-pressure stokehold system, used so 
extensively in our war-ships, have been already pointed 
out, and it is a singular circumstance that though this 
system has been fitted in a number of vessels for several 
years, there is no record showing that for forced draught 
rates of combustion it has ever been tested by twenty- 
four hours* continuous working at sea. 
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Watbe Tube Boilbes. 

Although water tube boilers were invented at least 130 
years ago, they may be said to have only come into any. 
thing like general use during the last few years. 

The ordinary type of boiler in those days was but ill 
adapted for working at a pressure exceeding a few pounds 
per square inch. The advantage of using high pressure 
steam was nevertheless well known, and it was owing to 
the steady increase of pressures, which have entirely out. 
grown the capabilities of flue and fire tube boilers, that 
water tube boilers were designed. 

These boilers were admittedly but crude productions, 
and in most cases badly designed for the work they were 
called upon to perform compared with their more modern 
rivals, but it is probable that their comparative want of 
success was due as much to their being before their time, 
and to their advantages not being fully appreciated, as to 
any inherent defects. 

Be that as it may, the great if not rapid increase of pres. 
sures has, notwithstanding the many improvements in the 
manufacture and construction of the ordinary cylindrical 
boiler, emphasized the defects of that type and compelled 
the adoption of one more suitable to modern requirements. 

The advantages of the water tube boiler compared with 
the ordinary boiler are 1. — The comparative safety from 
explosion. 2. — The great increase of pressures that is 
rendered possible owing to the small diameter of the 
tubes. 3. — The great saving in weight and space for a 
given power, or, in other words, the increased speed and 
power for the same weight, 4. — The comparatively small 
quantity of water that is required in this type of boiler ; 
and 5. — The rapidity with which steam can be generated. 
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The first wator tube boiler of which we have any record 
was made by William Blakey in 1766. In this boiler 
several tubes, alternately inclined at opposite angles, were 
arranged in a furnace, their contiguous ends being con- 
nected by smaller pipes. Since then there have been 
innumerable designs tried and found wanting, but which 
at present we need not describe. 

In view of the improvements that are being made in 
the form and construction of boilers, it may not be out 
of place to inquire into the conditions which should obtain 
in a perfect boiler. 

The first and most important condition is absolute im. 
munity from explosion. As this is practically impossible, 
that boiler must be considered as complying most nearly 
with the above condition which not only minimises the 
risk of explosion, but also reduces the effects of the ex- 
plosion itself to the greatest possible extent. 

In order to secure this, the boilers which approach the 
nearest to this condition are those in which the water 
space is divided into sections in order to prevent a general 
explosion. Each of these sections is again sub-divided 
into a number of tubes, so that, should one of these tubes 
or even several of them burst, nothing more serious would 
happen than a simple escape of contents. 

Another condition which is almost as imperative as the 
first is durability. In order to secure this, it is essential 
that the boilers are constructed of the finest materials 
and of the best workmanship. They must, moreover, be of 
simple design and not liable to require early repairs. 
The boilers should also possess a considerable excess of 
strength. They should not be liable to strain from 
unequal expansion, consequently all parts exposed to the 
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action of heat must be perfectly free to expand. The 
construction must also be so arranged that no joints are 
exposed to fire. 

A third condition is that all parts of boilers must be 
readily accessible both for cleaning and repair. The 
precipitation of solid matter in the water must be confined 
to parts not exposed to the direct action of the fire or 
gases. The receptacle for these impurities should be so 
situated as to be removed from the action of fire. 

The fourth condition is economy. This is best secured 
by a perfect utilisation of the heating surface. The latter 
should be asliearly as possible at right angles to the cur. 
rents of gases so as to break them up and extract all, or 
as much as possible of the heat. The combustion cham- 
ber should be so arranged that combustion is completed 
therein before the gases escape to the chimney. 

A good circulation is absolutely necessary to ensure 
economy, and also to maintain all the parts at one tem. 
perature. 

The fifth condition is regularity of pressure and feed. 
The usual method of securing this is by having a steam 
and water capacity sufficient to prevent fluctuation. One 
firm at least obtain regularity of pressure by placing a 
reducing valve on the steam pipe and keeping the boiler 
pressure a number of lbs. higher than that of the engines ; 
the latter is maintained at a constant pressure not with, 
standing any fluctuations in the boiler. The regularity of 
feed is also obtained by this firm, by means of a feed 
pump with an automatic regulator designed to provide a 
steady water level. 

The sixth condition is a complete separation of steam 
and water. This is usually obtained by having a large 
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water surface for the disengagement of the steam from 
the water. This large water surface is considered neoes- 
sary to prevent foaming. 

The seventh condition is to have the boiler proportional 
for the work to be done. It should be so designed as to 
work at its fullest capacity with the greatest economy. 

There are a number of water tube boilers now in the 
market which comply more or less nearly with the con. 
ditions which should obtain in a perfect boiler, but as, on 
the other hand, they all possess defects more or less seri. 
ous and which are inherent in their design, it would be an 
invidious as well as a useless task to discriminate between 
them. 

It is quite apparent, however, that some modification of 
existing types is required in order to produce a boiler 
which should fulfil all the conditions we have already 
named, and it will be a matter of time, probably years, be- 
fore this is brought about. 

The water tube boiler which seems to meet with most 
favour at the present time, both in war.ships and in the 
loercantile marine, is that known as the Belleville. Under 
these circumstances it may not be out of place to give a 
brief description of it without expressing any opinion as 
to its merits. 

It consists of a series of sets of tubes or elements 

placed side by side over the fire and enclosed in non-con- 

ducting casings. £ach element is in the form of a flattened 

spiral, and consists of straight tubes connected at the ends 

by junction caps of malleable cast iron. The caps are 

placed vertically al)ove one another, the upper end of one 

tube being on the same level as the lower end of the one 

above it; holes provided with doors and cross-bars being 

K 
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fitted in the front caps for inspection and cleaning. The 
diameter of the tubes ranges in the different types of boiler 
from three to five inches. 

The tubes are slightly inclined to the horizontal, and the 
lower cap of each element is connected to a horizontal 
cross tube at the front of the boiler called the feed col- 
lector. The upper tube is connected to the lower part of 
a cylindrical steam receiver, placed outside the boiler 
casing. A vertical circulating pipe, also placed outside 
the casing, conveys the down current to a mud drum 
situated at the base of the boiler, the upper part of which 
is connected to the feed collector. 

The feed water is delivered into the steam receiver at 
the end remote from the inlet of the downcast pipe, and 
passes along the receiver bottom and down the external 
pipe, through the mud drum, into the feed collector. 
From thence it enters into the several elements to be 
heated by the action of the fire on its way upwards through 
the tubes. From the tubes it emerges into the receiver a 
mixture of water and steam. The latter is separated by 
suitable bafHe and dash plates from the former. T^is 
water, with the addition of the fresh feed water, again 
passes along the receiver bottom to the downcast pipe, and 
follows the same course as before. 

The feed water is supplied by pumps of the duplex 
direct acting type, and its admission to the receiver 
is regulated by self-actin$^ gear of a novel and ingenious 
character. 

The water stand pipe is connected to the top and bot- 
tom caps of the outside element, and in it is pivoted a 
float which falls and rises with the level of the water in 
the stand pipe. By means of suitable gear this float opens 
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or closes a balanced feed check valve, of special design, 
fitted to the receiver. 

The water level in the stand pipe is thus maintained at 
a constant height. When the boiler is under pressure, and 
the tubes full of a mixture of steam and water, this level 
is at the fo'^rth tube from the top. 

The forced circulation of the water 's, it is stated, caused 
by the differcDce of density between the water in the 
downcast pipe and the mixture of steam and water in the 
element tubes. The steam after leaving the receiver is led 
through a separator provided with a self dieting steam trap 
of ingenious design. 

As will be seen, it is an essential feature of the Belle, 
ville system that the boiler pressure should be considerably 
higher than the working pressure of the engines. It is 
therefore necessary to fit a reducing valve between the 
separator and the engines. The effect of this, besides the 
required reducing of pressure, is to slightly superheat 
the steam by wiredrawing, and to supply it in a drier 
condition to the engines ; none of the energy stored up in 
the steam being lost by this process. The use of reducing 
valves permits a boiler while working at a constant pres- 
sure to supply steam of different pressures to several 
engines ; or to the same engine when developing different 
powers, or for distinct industrial processes. 

The reason for M. Belleville's preference for very high 
pressures is that, besides increasing the economy of evap. 
oration, they facilitate the separation of the earthy salts 
contained in the feed water. 

The solubility of these salts decreases with the increase 
of the temperature of the water. Hence the reason for 
introducing the feed water at the end of the receiver 
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rtmote from the downcast pipe, and for leading it through 
the entire length of the receiver. 

The salts, principally sulphates and carbonates of lime, 
are precipitated and fall to the bottom of the sediment 
chamber or mud drum, whence they are blown off as often 
as required. Messrs. Belleville state that they even add 
lime water to the feed in order to obtain a more complete 
precipitation, and because the lime and any grease cod. 
tained in the feed water form earthy soaps, which are 
carried by the precipitate into the mud drum. 

The design of the Belleville boiler is based upon the 
following principles: — 

Expansion. 

Complete freedom of expansion for the tubes has been 
obtained by dividing the boiler into elements or sub-divi. 
sions entirely independent of one another. The form of a 
flattened spiral has been adopted because, more than any 
other, it affords complete freedom for the expansion of 
various parts of the elements. 

Elbmbnts. 

All the elements composing the boiler are enclosed by 
a casing made of plates, angles, and bricks. This casing, 
which is box shaped and accessible only in front, carries 
the tube box, furnace, and ash pit doors, providing access 
to all parts of the boilers.- 

Clbaning. 

The several tubes of one element are connected by 
independent junction caps, with sufficient space between 
them for the passage of cleaning tools. The front caps 
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are fitted with suitable holes provided with doors and 
cross bars. These give access to the ioside of the tubes 
for inspection and cleaning, this being facilitated by their 
relative shortness as compared with the diameter. The ease 
with which repairs can be effected, may, as we are informed, 
be gathered from the fact that a boiler may be shut off 
from the others, emptied, any set of tubes disconnected, 
brought into the stokehold, cleaned, renewed if necessary, 
and replaced, the boiler filled with water, and steam again 
raised, in about six hours ; the whole work being done 
by one skilled engineer assisted by firemen. Spare boiler 
parts are carried on board ship, as has hitherto been the 
case with the engines. 

JOINTP. 

Screwed socket joints, provided with lock nuts, are ex. 
clusively used in the Belleville boiler. All others, even 
coned spigot and socket metallic joints, have, as the result 
of careful trials, been discarded. When required, the tubes 
are removed for repairs by cutting through the sockets 
and lock nuts connecting them to the front caps, and then 
unscrewing them from the back caps. 

PUEIFIOATION OF FbBD WaTBR. 

A special fitting or mud drum ensures the complete 
precipitation in the form of mud of all calcareous salts 
contained in the water. The important investigations of 
M. Conste, Director of French State Manufactories on the 
decrease of solubility of sulphates and carbonates of lime 
with the increase of temperature have suggested the re- 
quisite process. When the feed water is exposed to the 
action of the hot steam, the lime salts separate out in a 
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solid but non^rystallizable form. These salts, owing to 
their extreme sub-division, become mixed with any par- 
ticles of oil contained in the feed water, forming a kind of 
mud. 

This substance, owing to the tendency of solid mat. 
ter to adhere to a rectilinear course, falls to the bottom of 
the mud drum, and can be blown off at intervals. As we 
have seen, it is possible, by the further addition of lime to 
the feed water in the proportion of about lib. per 
100 gals., to entirely remove the grease coming from the 
engines, or even to feed the boilers with salt water. 

Because we have described the Belleville boiler it must 
not be considered that we are of opinion that it is any 
better than, or as good as, others now in the market. 
Experience is the best and safest factor in determining these 
questions. 



CHAPTER VIT. 

Liquid Fnel — Its Early Introductions — Geographical Distribution — 
Theories as to its Origin — Chemical Constitution — Thermic Value 
compared with that of Coal — Possible Efficiency — Cost of Oil to admit 
of its Economical Use— The Value of Increased Cargo Space — Dangers 
of Stowage — Precautions to be observed in Oil Storage — Methods of 
Application — Injectors — ^Use of Oil under Pressure — Forced Draught 
Oil Firing System — Tabulated Result of Trials — Advantages and 
Disadvantages. 

A CAREFUL analysis of the character of the present 
tendencies toward economy in the methods of generating 
motive-power appears to show that, in all fields of 
application, the movement is conspicuously in the direc- 
tion of concentration of energy. 

With any kind of fuel, the intensity limit is, of course, 
contracted by the sum of its heat-producing constituents ; 
with liquid fuel we have a great and primd fade 
advantage, in the higher thermic value of its constitu- 
tional heat-producing elements — the hydro-carbons of a 
high molecular density forming a great percentage of 
this mobile and wonderful fuel. 

That this liquid or mobile character of fuel will 
eventually, and in the near future, be in one form or 
other the motive-power creator for marine propulsion 
purposes may be accepted as an accurate forecast. 

Premature and ill-conceived attempts have from time 
to time been made to practically introduce the application 

ICl 
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of liquid fuel for marine purposes, but the comparatively 
limited supply then available soon had such an inflating 
effect on the cost of the fuel as to absolutely prohibit its 
use on economic grounds. 

The obstacle of scarcity of supply is now rapidly 
falling away under the influence of the almost universal 
discovery of this wonderful natural fuel, and the pheno- 
menal increase of production during the last few years. 

To indicate the widespread occurrence of this natural 
fuel, one has merely to mention the geographical hcaU of 
actually proved oil fields. In Europe there is Eoumania 
and Galicia ; in Asia Minor, the famous Caucasian region 
of fire ; in Asia, Persia, Burmah, India, Beloochistan, 
Japan, and China; in Australasia, New Zealand; in 
South America, Venezuela, and fields of promising 
copiousness in Peru ; in Africa — both North and South 
— oil has been found, and in North America — both in 
the United States and Canada — there are indications of 
an almost exhaustless and colossal supply. 

According to Mr. B. H. Thwaite, it appears that the 
income derivable from these natural liquid fuel resources 
enabled the Northern States of America to recover very 
speedily its financial prestige after the terrible drain of 
the Civil War, and the expression " struck ile " is now 
synonymous of great good fortune. There is no doubt 
but that the bountiful gift of nature to Kussia on the 
Caucasus has staved ofl* the national bankruptcy of that 
country. 

There are several theories put forth accounting for the 
origin of this liquid form of fuel. They may be divided 
into two categories — one identifying the origin with the 
metamorphosis of vegetable and animal marine organic 
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matter, the other attributing the origin to synthetic and 
mineral effects — as distinct from those of an organic 
genesis. Mr. Thwaite, after an analysis of the different 
theories, suggests that, as coal is the result of inland 
ajimal and vegetable organic matter, therefore petroleum 
oil is the result of prolific animal and vegetable submarine 
organic life, which, under the influence of physical com- 
pression and interrestrial heat, is partially distilled, the 
higher olefiants of the hydro-carbon series forming the 
basis of the natural gas, which is nearly, if not always, 
associated with the oil and strata. The heavier hydro- 
carbons remain in solution, probably a state induced by 
the chemical influence of the saturated solution of chloride 
of sodium or salt water. He has also drawn atten- 
tion to the geologic fact that all the great oil and natural 
gas fields are associated with salt or brine fields. 

In China, from almost prehistoric ages, the salt brine 
has been evaporated by natural gas conveyed by pipes 
from below the salt strata. 

Petroleum oil is a hydro-carbon, and the varying 
characters of oils depend for their different values upon 
the ratio of the hydrogen to the carbon. A sample 
of the crude Eussiau astatki was carefully analysed, the 
average constitution giving — 

Carbon, . . . • 84-940 % 

Hydrogen, .... 13*960 „ 

Oxygen, by diflference, . . 1*255 „ 



100155 „ 



The formula for oil may be taken to have a ratio 
represented by the symbol HC7 (that is, one volume of 
hydrogen to seven of carbon). 
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For practical purposes, the value of crude petroleum, 
therraically expressed, may be taken at 20,000 BTUs in 
comparison with best Nixon's coal taken at 14,000 BTUs ; 
then the ratio may be taken as 7 is to 10 in favour of 
oil. There is, however, another advantage represented by 
the higher factor of eflBciency attainable by the use of oil 
fuel. Generally f of the heating power of coal, or 
57 per cent, can only be attained in practice, whereas 
with oil fuel j^ to /(y, or 70 to 80 per cent., of the full 
thermic efficiency of the oil has been obtained. 

The relative values of the two fuels, from an economic 
measurement, is given in a contribution entitled " Crude 
Liquid Hydro-carbons for Heating and Lighting Agents." 
In this contribution, for which we are indebted to Mr. 
Thwaite, the coal is estimated to cost 12s. 6d. per ton 
delivered. Firemen's wages aire taken at Is. per ton fed 
into furnaces. The chemical constitution of the coal is 
taken to be represented by the following: — 

Carbon, . . . . 80 % 

Hydrogen, . . , . 6 „ 

Oxygen, . . . . 8 „ 

Ash, by difiference, • . • 7 „ 

100,, 

The calorimetric value of the coal is taken at 14,000 
BTUs. The petroleum is of the crude variety, satisfying 
the equation already given, and having a calorimetric 
value of 20,000 BTUs. 

In the following table the relative higher efficiency 
of the oil is not allowed for. But there are many 
advantages to be enumerated that should be credited to 
the oil, — for instance, the greater efficiency attainable in 
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practice, and the reduced cargo space required for fuel 
The plus signs represent comparative advantages of use, 
and the minus signs the disadvantages. The cost of 
supervision of the oil-firing apparatus is taken at 2d. 
per ton. 
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20 


+ 16„ 


- 16 » 
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30 


-28„ 


+ 28„ 


2 


40 


-70„ 


+ 70,, 



It appears, therefore, that the neutral line falls between 
the price of oil at 20s. per ton, or Id. per gallon, and 
30s. per ton, or lid. per gallon. It may be safely 
assumed that wherever crude petroleum is obtainable at 
25s. per ton it is economical to use it, in comparison 
with coal at 12s. 6d. per ton delivered f.o.b. Allowing, 
however, for the increased eflBciency attainable with the 
use of oil, it would be economical to employ petroleum 
oil at 30s. 9d. per ton, in comparison with the cost of 
coal at the figure stated, of 12s. 6d. per ton to.b. The 
density of the oil varies according to the density of the 
hydro-carbons of which it is composed, and its specific 
gravity may be taken to range from '88 to '94. 



liighti. 

Heavy, 



Chemical Constituent 
ofOiL 

C. = 86-3 

H. = 13-6 

rC. = 86-6 
\H. = 12-3 



{ 
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We may assume that 1 ton of petroleum oil requires 
a stowage space of 39 cubic feet, whereas the uavy allow- 
ance for bunker space for coal is 48 cubic feet to the ton. 

On the stowage of 1000 tons of fuel the cubic space 
saved, and available for cargo by the use of petroleum 
oil, can thus be calculated — 

1000x39x7 ^^^^ 
jQ =27300 

and 27300-(?^^i?^)=21021. 

(OotL X / Oil. \ 

1000 X 48^ - V.21021 J = 27980 the cubic stowage space saved. 

For long distance ocean voyages this great saving in 
storage space is of substantial advantage, either in enabling 
a larger quantity of heating power to be stored, or in per- 
mitting a greater tonnage of cargo to be carried. Eelated 
to this advantage there is another, which is that the oil 
can be pumped into the tanks, thereby avoiding the ex- 
pensive and often troublesome labour of trimming coal. 

There are, however, dangers attending the storage of 
oil if not properly arranged, and these originate from 
certain physical and chemical characteristics of the oil. 
The refuse petroleum, from which the more volatile 
hydro-carbons have been expelled, has a very high flashing 
point, and does not volatilise below 400** Fahr. The 
crude oil from the wells, however, volatilises at about 
140** Fahr., and some of the oils flash at 70*, conse- 
quently the storage tanks should be properly constructed, 
so as to allow the gas * to safely escape, but without per- 
mitting any air to mix with it, or to afterwards enter 
the tank. 

According to St. Claire -Deville, the co-efficient of 
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expansion of oil is 0*0006 to 0*0009 per degree centi- 
grade of increase of temperature, so that 1000 cubic 
feet of oil raised, say SO"*, increases in bulk by 24 cubic 
feet, so that it is necessary to allow 5 per cent, additional 
tank or trunk space for expansion. Oil tanks should be 
self-contained, and be approachable on all sides for 
examination and repairs. 

For land storage the Thwaite Safety Oil Tank removes 
all objections on the score of danger. In this tank an 
annular water cavity surrounds the oil Over the tank 
there floats a balanced cover, which ascends or descends 
according to the expansion or contraction of the oil or 
the oil gases evolved, and prevents air entering and 
producing an explosive mixture. 

There is no doubt but that recent explosions in oil- 
tank steamers have been produced *by the introduction of 
air into the tank, which, becoming mixed with oil vapour, 
formed an explosive mixture : such a contingency, there- 
fore, as the introduction of air should be made impossible, 
and oil storage would then be rendered almost as safe 
as the storage of coal. 

In proceeding to describe the method of application 
of oil or liquid fuel to steam-raising purposes, we may 
divide them into four broad classes : — 

1. The gravity method, by which the oil is allowed to 
flow on an inclined serrated trough, or fall from an 
elevation in their sheaves, around or over which air is 
drawn by the natural chimney draught. 

2. The pulverisation method, in which the combustion 
of the oil is effected by the spraying of the fluid by the 
aspiration or introduction of steam or compressed air; 
special apparatus, known as oil injectors, are employed 
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for this purpose, the principal types known being 
Urquhart's, Henwood's, Holden's, and Thwaite's. 

3. The conversion of the oil into a gaseous condition 
before allowing it to meet the air previous to ignition. 

4. The method of forcing the oil in small streams 
through small orifices, by means of simple plunger force- 
pumps, and projecting such stream on to fire-brick 
blocks in such a way as to produce spray, which is 
then caught by a current of air, combustion being then 
completely effected. 

It will be readily observed that the methods classified 
under heads 1 and 3 are impracticable and inappropriate 
for marine purposes, except for coasting steamers. Method 
2, when involving the use of steam which cannot be 
condensed, has disadvantages, which, however, are removed 
by the use of compressed air. For coasting steamers, the 
steam jet oil injector is an exceedingly handy contriv- 
ance, its simplicity being all that can be desired, and the 
more effective as sprayers the injector is the better. 
The latest type, known as Thwaite's Eifled Injector 
produces a circulatory flow of the spray which, by 
centrifugal action, flows from the nose of injector in a 
widening circle, and permits the air to be intimately 
associated with the oil. This is important, because the 
high hydro-carbon density of the oil has been found to 
present a difficulty in securing perfect combustion. Mr. 
Holden's injector is provided with an auxiliary steam 
ring fixed around the nose of the injector, and this ring 
of steam assists in comminuting the oil, and gives a 
greater control over the intensity of combustion; the weight 
of steam used would, however, be a serious objection in 
the application of this injector to marine purposes. 
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Lately, Mr. Thwaite has successfully developed the 
method identified in Glass 4. He employs a simple 
3 -throw force-pump, in the outlet of which there is 
interposed a weighted valve, which insures a pressure of 
80 lbs. to the square inch on the oil. This oil, under 
pressure, is led into a rifled injector, into which a small 
volume of air is compressed (or steam may be employed), 
and this assists in spraying the oil jet, and, projecting it 
on to a piece of fire-brick, which effectually completed 
the work of disintegration. This method has the 
advantage of enabling all the steam to be recondensed, 
so that the great diflBculty of using oil for long voyages 
is entirely overcome. 

An application of the system of the Gaseous and 
Liquid Fuel Supply Company (of Manchester) to a 
torpedo boat is shown in Fig. 47. This figure is a good 
illustration of the most modern methods of applying 
liquid fuel. It will be seen that the air is supplied 
under pressure, two "Blackman" fans being used for 
this purpose. The air is delivered to the hollow parts 
of the fire-door frame, and becomes highly heated ; it 
flows into cone-shaped chambers, in which the oil 
injectors are fixed ; the heated air thus flows round the 
oil spray, and the combustion is highly perfect, the line 
of spray is directed on to a bed of coke and broken pieces of 
fire-clay placed t)n the grate ; this latter enables the steam 
to be raised, in the first instance, with wood or coal, or 
other waste, dipped in oil The injectors are adapted to 
be fed either with steam or with compressed air. 

There is a heat accumulator chamber of fire-brick 
located at the end of the fire-grate ; this is maintained 
at a temperature of white incandescence, and served not 
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only to equalise the rate of steam production, but 
prevents the passage of the unburnt or unoxidised 
hydrocarbons into the tubes of the boiler. 

Valves are provided to regulate the oil, steam, com- 
pressed and forced draft air supplies, so that the entire 
action is under complete control, and in regular running 
the safety-gauge needle rarely moves. 

The following table, for which we are indebted to Mr, 
B. H. Thwaite, gives the results of the two days' experi- 
ments in oil firing of a return tube marine boiler. 

The calorimetric value of the oil used was equivalent 
to the evaporation of 16*66 lbs. of water per lb. of liquid 
fuel, or 1 to 16-66 from and at 212*^ Fahr. 

N3, — Figures in brackets denote the lbs. of water actually 
evaporated from and at 21 2*^ Fahr. 





First Day's 


Second Day's 




Experiment. 


Experiment. 


Net actual evaporative effi- 






• * 
ciencT . • . = 

Net userul evaporative effi- 


[14-97] 89-87% 


[14-21] 85-26% 






ciency after deducting 






steam for aspirating oil= 


[14-33] 85-99% 


[13-58] 81-50% 


Net thermic efficiency in- 






cluding the heat carried 
awav by the products of 
comoustion, and that 














necessary to elevate them 
up the chimney . = 






[15-90] 96-42% 


[15-42] 92-60% 


Heating surface efficiency in 






lbs. of water evaporated 




, 


per sq. foot per hour = 


2-392 


1-936 


Heat absorption efficiency test- 






ed by Camot's law when 






Average initial tempera- 






ture of combustion flue = 


1720* Fahr. 


1700* Fahr. 


Average final chimney 






temperature . • = 


248'Fahr. 


262* Fahr. 


Then 


1720-248x100 ,, .^ 


1700-262X100 




-1720 -^'^-^^^ 


1700 -8*-"*^ 
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In his address to the Liverpool Marine Engineers 
Institute, Mr. Thwaite pointed out the desirability that 
oil tanks should be erected at the principal coaling 
stations, along with an adequate piping and pumping 
equipment. 

The tendency of the oil market is a continual lowering 
one ; at Baku, the supply is exceeding the demand, and it 
may be safely asserted that in the next few years the price 
of oil will recede to such a figure as to enable its economic 
use on the Mediterranean, Indian Ocean, and Australian 
fleets. When it is realised that the value of the crude 
petroleum at the wells is only one copeck per pood, or 
about "Id. per ton, it will be easily realised, that at the 
source of the output, it has an enormous advantage over 
coal, which requires getting, whereas in most of the wells 
the oil flows like water from a fountain, and has merely 
to be tanked and piped to the first railway or shipping 
dep&t, or to the refinery. Therefore, the time may not 
be far distant when the cost of oil will enable its use to 
be economically effected for marine purposes. 

We may now summarise the advantages and disadvan- 
tages of liquid fuel for marine steam boiler firing : — 

The advantages are : — 1. Eeduction in weight of fuel 
for a given heating power. 2. Seduction in absorption 
of valuable cargo space. 3. Greater efiiciency of steam 
generating surface. 4. Less wear and tear of steam 
boiler, reduced expansion and contraction of flue plates, 
because the doors do not require to be opened. 5. Less 
physical effort, greater independence of labour. 6. 
Greater control over combustion effect. 7. Uniformity 
of rate of steam production. 8. Greater cleanliness, no 
ashes or clinkers to clear away. 9. Absolute smokeless 
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combustion can be obtained. 10. Fires can be extin* 
guished at a moment's notice. 11. Far easier super- 
vision. 12. Oil can be used in cases of extreme urgency 
for sea-calming purposes. 

The disadvantages may be stated as :-^l. Greater care 
required in storage. 2. More intense combustion, and 
greater strain on crown of furnace. N,B. — This can be 
overcome by the use of the Saddle Circulator (Thwaite's 
patent). 3. Greater present first cost at the ports of the 
U.K 4. Limited number of oil storage installations at 
present available for marine purposes. 5. Uncertainty 
of price. 

By the method known as Henwood's system, it is 
claimed that perfect combustion and great economy 
result from the plan of vaporising the oil-fuel by 
means of the double jacket of superheated steam just 
prior to its entering the fire-brick chamber in the furnace 
tube, and on the vaporised oil passing out of the 
injector it becomes so effectively diffused by and with 
the superheated steam, the component elements of which, 
when burning, augment the evaporative power of the 
hydrocarbon oil-fuel. 

By dispensing with the fire-bars the objectionable cold 
ash-pit is abolished, and the whole of the furnace-tube is 
available as heating surface ; while the properly designed 
fire-brick chamber so evenly distributes the heat evolved 
that no injury is caused to the furnace-tube or the tube 
ends. 

By this system it is possible to keep the furncuje door 
closed when once the furnace or oil-fuel gases have 
been lighted, and to dispense with labour. 

There is no valid objection to the employment of oil* 
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fuel in a vaporised state for marine or other purposes, 
as by its employment in a vaporised condition the 
greatest economy can be effected in conjunction with the 
superheated steam, the dissociation of which has been 
found to largely augment the evaporative power of the 
hydrocarbon oil-fuel. 

The objection made to the use of steam for such 
purpose on ocean-going steam vessels is obviated by the 
employment of efficient evaporators, which can supply 
sufficient condensed water at trifling cost 

As to the employment of compressed air, it is known 
that air, being composed of about one-fifth part of oxygen 
and four-fifth parts of nitrogen — which latter neither 
supports life nor combustion — ^is extremely detrimental 
to the efficiency of the oil-fuel and absorbs heat, and so 
reduces the heat available for evaporation. 

The late Professor W. J. Macquorn Eankine, who con- 
tributed some valuable papers on this subject, gives as 
the theoretical evaporative value of burning hydrogen 
64 lbs. of water evaporated against 20 lbs. by petroleum, 
or 15 lbs. by coal. 

By the most efficient system an evaporation exceeding 
by over four times that obtainable from best Welsh coal 
(on the average about 8 lbs. on a voyage) has been 
obtained. 



CHAPTER VIIL 

The Marine Boiler — Quantity of Steam Generated and Fuel Consumed— 
Perfect Combustion — Size of Fire-Bars — Length of Fire-Grate — Height 
of Bridges — Circulation in a Boiler — Prevention of Scale — Constituents 
of Scale — Evil Eflfects of Scale — Collapsed Furnaces— Corrosion and 
Pitting — How Caused — Chemical Composition of Corroded Parts — 
Methods of preventing Corrosion — Hannay*s Patent Electrogen. 

It is now generally admitted that the most important 
duty of a marine engineer is to bestow every care and 
attention upon the boiler. The boiler proper consists 
essentially of two parts — there is first the furnace, with 
its combustion chamber, in which the fuel is consumed 
and heat generated ; and then there is the space in which 
the water is heated and thereby turned into steam. The 
quantity of steam generated depends, in the first place, 
upon the quality of the fuel and the quantity burnt. 
The quantity of fuel consumed depends upon the area of 
the fire-grate and the quantity of air admitted into the 
furnace. The eflBciency of a boiler depends upon secur- 
ing absolute contact between every portion of the products 
of combustion and tha plates, and leaving nothing, or next 
to nothing, to be done by radiation. The efficiency of 
the furnace depends on its power of burning, with as 
little waste as possible, the whole of the fuel supplied to 
it, and to produce perfect combustion there must be as 
little waste of heat as possible in obtaining the necessary 
draught To insure this the fire-bars should not be 

166 
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crowded as thickly into the furnace as they will go, but 
there should be sufficient space left between them to 
allow admission of the quantity of oxygen required 
for complete combustion of the fueL Fire-bars are 
generally made too thick and not deep enough — they 
ought to be only about -I inch thick at top, tapered away 
to \ inch at bottom, and not less than 5 inches in depth. 
The fire-grate is also generally too long, and where the 
fires do not require to be forced it will be found that in 
many cases it may be shortened with great advantage. 
A long grate will raise more steam in a given time than 
a short one, but the increased evaporation will not be 
equal to the increased consumption of coal. 

The bridges should not be made flat but arched at the 
top, as this insures a better distribution of the gases on 
the furnace crowns and in the combustion chamber. If 
a bridge is too low there is a waste of fuel through the 
gases not coming in contact with the furnace crown, 
and if too high the velocity of gases may be increased so 
much that they will go up the funnel, without doing any 
useful work through taking with them the. greater portion 
of their heat. A fairly good proportion is to make the 
area of opening over the bridge about equal to one-sixth 
the area of the fire-grate ; but experience will best decide 
the most efficient area for each particular boiler. 

It has been proved by experience that a furnace may 
consume a large quantity of fuel without perfect com- 
bustion taking place, and when it does take place only a 
comparatively small portion of it may be usefully em- 
ployed. One lb. of coal can be made to evapomte 
14 to 15 lbs. of water, but in practice 10 lbs. is seldom 
exceeded, showing that even when at its best the effici- 
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ency of the boiler is comparatively small ; but if there ia 
either an excessive or insuflBcient supply of air admitted, 
or a bad draught or bad stoking, the eflBciency will be 
still further reduced. When combustion has been com- 
pleted in the combustion chamber the evaporative power of 
that portion of the boiler is high, and it may be reckoned 
the most efficient for transmitting heat to the water. 

The internal efficiency of the boiler depends, to a great 
extent, on the circulation of the water to and from the 
heating surfaces, it being a well-known fact that a boiler 
with a defective circulation is not nearly so efficient in 
raising steam as one in which the circulation is good. 

It should also be borne in mind that a clean boiler will 
generate steam much more rapidly, and with less fuel, 
than one which is covered with scale. Keeping this in 
view, and remembering that with the high pressures now 
in use scale deposits much faster, becomes much harder, 
and is much more dangerous on account of the extremely 
high temperature, the problem has now become, how to 
prevent scale from forming, not how to remove it after 
it has been formed. There are two methods in ordinary 
use for preventing the formation of scale, which we may 
describe. The first method was introduced by Professor 
Lewes, who, in 1889, read a paper at the Institution of 
Naval Architects which aroused considerable interest at 
the time, and in which he traced the formation of the 
various kinds of boiler deposit, and pointed out that it 
was possible to so prepare sea- water that, it should give 
no incrustation unless evaporated to a density at which 
the salt itself would crystallise out. Having devised an 
apparatus for this purpose, Mr. J. H. Biles, the general 
manager of the Naval Construction Works, Southampton, 
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determined to try the process in a boiler working a crane on 
one of the jetties in his yard, in order to practically deter- 
mine if the method would give the results claimed for it. 

The boiler was kept under steam for a month, using 
nothing but prepared sea-water, and blowing off the 
steam when it was not required for other purposes. It 
was then opened in the presence of a representative 
gathering of gentlemen interested in the subject, and the 
result was found to be in every way eminently satis- 
factory, the interior of the boiler being in perfect order 
and free from any trace of incrustation or scale, the plates 
merely looking as though they had received the thinnest 
possible brush over of whitewash. 

The water used in this experiment was drawn from 
the Itchen a short period before high tide, enough being 
stored in a large tank to last for the day's consumption, 
and on analysis it proved to be practically sea- water con- 
taminated with sewage, and containing a sufficiently large 
proportion of suspended earthy matter, to have given, 
under ordinary circumstances, an extremely heavy in- 
crustation. The water was pumped a ton at a time into 
the precipitating vessel, which consisted of an egg-shaped 
boiler placed on end, with a small man-hole at the top 
for the introduction of the precipitating materials, and 
fitted below with blow-ofif cock, a tube to lead away 
prepared water, and a pipe through which steam could be 
blown into the contents of the boiler, or " precipitator,** 
as it is called. 

The water having been introduced, exhaust steam was 
blown into it until the boiling point was reached, and 
tie " precipitator powder," consisting chiefly of carbonate 
of soda, made up in packets of the right size, was then 
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'*♦ 
introduced through the small man-hole, and entering into 
solution in the water, it immediately threw down all the 
lime and magnesium salts present in the form of a white 
flocculent precipitate. The action, however, was not yet 
quite completed, the precipitate not being dense enough 
to settle rapidly; these points were, however, attained 
by closing the man-hole and blowing in steam until a 
pressure of 10 lbs. was obtained in the precipitating 
vessel, and this pressure being maintained for a short 
period the precipitate became very dense and rapidly 
settled, merely leaving a slight turbidity, which was got 
rid of by running the prepared water through the asbestos 
cloth in a filter-box. Water so treated has a density 
of ^, contains nothing but sodium salts, and may with 
safety be evaporated until its density reaches ^\. These 
salts, being excessively soluble, will not form any deposit 
until sufficiently saturated for the salt itself to crystallise 
out, the salts present not crystallising out until a density 
of from ^ to ^ is reached. 

The advantages of such a prepared water for use in 
marine boilers are, in the first place, cheapness, as the 
preparation only costs Is. 2d. a ton, or less than is paid 
at many ports for ordinary fresh water, and far less than 
distilled water can be made at by any process. Secondly, 
it saves the carriage of either considerable quantities of 
fresh water or else of complicated distilling plant, whilst 
it is preferable to distilled water, the solvent action of 
which upon metals is a distinct drawback. Thirdly, it 
not only does away with all incrustation, but, by also 
removing the magnesium salts present in the water, 
prevents pitting, and does away with the necessity for 
zinc in the boiler ; and, finally, the density of the pre* 
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pared water being less than that of sea-water, and it 
being possible to evaporate ofif a much larger proportion 
of it — the loss of heat, by blowing ofif, is very small; 
and, it may be added, that as the exhaust steam used 
for heating the sea-water is all condensed and passes 
back with the prepared water, which is at the boiling 
point, to the hot well, loss of heat is also here avoided. 

The second method, and the one in most general use, 
for preventing the formation of scale on the heating 
surfaces, is to use distilled water. As already stated, 
it was found, upon the introduction of high-pressure 
boilers that the quantity of scale deposited was so 
serious, and the difiSculty of removing it from between 
the tubes and narrow water spaces so great, that it 
became almost absolutely necessary to incur the expense 
of fitting up apparatus for supplying the boilers with dis- 
tilled water rather than run the risk of burnt plates and 
collapsed furnaces. After some years' experience of this 
system it was found that the trouble had only been 
transferred from the boilers to the distilling apparatus, 
and that the enormous deposits formed in the latter 
frequently caused them to break down or become in some 
way unfit for use, thus necessitating the introduction of 
sea -water into the boilers to eke out the supply of 
distilled water from the condenser. 

Distilled water is presumably free from all impurities, 
but condenser water always contains some of the lubri- 
cants from the engine cylinders, and in the days of 
animal and vegetable lubricants, or fat and oils other 
than mineral, this water, on account of the superheated 
steam breaking the oils up and liberating fatty acids, 
caused a large amount of damage to the plates of the 
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boiler; and even of late years^ with the use of mineral 
oil lubricants^ a new and serious trouble has arisen. 

So far the deposits taken into consideration have been 
those formed from the impurities natural to the water 
itself; but Professor Lewes has pointed out that with 
the introduction of high-pressure steam a new and highly 
dangerous form of deposit was added to those already 
causing trouble to the marine engineer. 

As early as 1878 the collapse of the furnaces of the 
8.S. Ban Bigh and a similar misadventure in the screw 
tug Ich Bien, with no apparent cause to account for 
them, directed attention to the action which had taken 
place. The only clue found was a certain oily deposit 
on the tops of the furnaces, and experiments made by 
Mr. Dunlop of Port-Glasgow led to the conclusion that 
this oil, evidently distilled into the boiler from the lubri- 
cants used in the cylinder, was so bad a conductor of heat 
that its presence on the plates caused them to become 
superheated, with the result that, being unable to with- 
stand the pressure of steam in the boiler, they collapsed. 

After that date similar cases of collapse became quite 
frequent, no fewer than thirty vessels having been dis- 
abled from this cause during the last few yeai*s. 

One case that came under notice was that of a large 
steamer trading between Liverpool and Boston, fitted with 
ordinary compound engines, and being twelve days on the 
voyage. She had three double-ended boilers, with three 
plain furnaces at each end, and three combustion chambers 
in each boiler. The furnaces were plain, in one length, and 
connected at the back end to the tube plates, being flanged 
up inside the chamber, whilst the front end plate was 
flanged inwards on to the furnace crowns. The furnace 
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crowD was ^inch plate, and the front bottom plate ^ths^ 
the working pressure being 80 lbs. The boilers were about 
five and a half years old, and had always been refilled with 
fresh water at the end of each run, both at Boston and 
Liverpool ; whilst, as a rule, the waste on the voyage was 
made up by the use of about 70 tons of fresh water. 

During the last voyage sea-water was used for this 
purpose, and every four hours whilst under steam 4 lbs. 
of soda crystals were put in the hot well, making about 
2 cwt. during the run, the total capacity of the boilers 
being about 81 tons ; while for lubricating purposes about 
7 pints per day of valvoline were used in the cylinders. 

When in port the boilers were allowed to cool down, 
and the water was run off, when they were swept down 
with stiff brushes, and afterwards sluiced out with a hose 
shortly before being refilled with fresh water. No trouble 
occurred with the boilers until five voyages before the 
final collapse, when some of the furnaces began to creep 
in ; they were stiffened with rings and stays, but on the 
succeeding voyages the whole of the furnaces got out of 
shape, one after another. Examination of these boilers 
clearly showed that they had never been very heavily 
scaled, as in parts of the boiler where it would have been 
impossible to get at them to clear them out, no signs of 
heavy incrustation were to be found, and the absence of 
marks of scaling tools also showed that they had never 
been allowed to get very dirty. On the furnace crowns, 
where they had collapsed, there was only a slight white 
scale, not more than ^^^th of an inch in thickness, whilst on 
the bottom of the furnaces there was a brown oily deposit 
jVth of an inch in thickness, which in other parts of the 
boilers increased to between ^th and ^ths of an inch. 
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The boiler plates were as good as the day they were 
put in^ and showed no structural signs of having under- 
gone any change^ whilst the analyses of the Liverpoox 
water and the soda crystals used showed that they could 
have taken no part in the action which had led to 
collapse. 

I. Valvolinb. 

The valvoline on analysis gave : — 

Vegetable and Animal Oil, 
Mineral Oil, 

Acids (free), • • 

Boiling Point, • 
Specific Gravity, . 

II. Scale from Furnace. 



Calcic Sulpbate, • 
Calcic Carbonate, 
Magnesic Hydrate, . 
Iron, Alumina, and Silica, 
Organic Matter and Oil, 
Moisture, • • 

Alkalies, • • 
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6-90 






607 


2-83 






11-29 


2-37 






2-86 


3-23 






19-64 


0-80 






114 


imX 






wX 



100-00 



100-00 



III. Deposit from Tubes. 



Scale on Tubes. Deposit above Scale. 



Calcic Sulphate, • 


. 60-92 


11-60 


Calcic Carbonate, • • 


4-18 


0-82 


Magnesic Hydrate, • 


• 14-12 


22-21 


Iron, Alumina, Silica, etc., . 


7-47 


914 


Organic Matter and Oil, 


. 2106 


60-20 


Moisture, • • 


1-17 


4-23 


Alkaliesi • • • 


1-08 


1-80 



100-00 



10000 
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rV. Deposit from Bottom of Boilbb. 



Calcic Sulphate, .... 


. 22*52 


Calcic Carbonate, .... 


imX 


Magnesic Hydrate, .... 


. 7-09 


Silica, Alumina, and Iron, • • 


. 34-86 


Organic Matter and Oil^ 


. 27-95 


Moisture, . . • • • 


. 5-79 


Alkalies, • • • • • 


. 1-80 




100-00 



On careful examination of the organic matter and oil 
present in these deposits, it was found that quite one-half 
of it was " valvoline," in an unchanged condition, which 
had collected round small particles of calcic sulphate. 

A consideration of these analyses, at first sight, yields 
no clue as to the cause of the collapse, the scale upon the 
furnace tops being not only free from oil, but perfectly 
harmless both in quantity and quality; but, on going 
more deeply into the question, it is evident that this scale 
cannot be in the condition in which it was originally 
formed, as the deposits from both tqp and bottom of 
tubes, from the bottom of the furnaces, and from the 
shell of the boiler, are all rich in oily matter ; and it is 
impossible that, during this deposition, the furnace tops 
could have escaped whilst all other parts of the boiler 
became coated with it. Experiments, however, reveal 
the actions which had been at work and led to the 
formation of the deposit, and its absence upon the injured 
portions of the plates. 

The pressure at which the boilers were worked was 
80 lbs., corresponding to a temperature of 155'' G.» or 
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311** F., which is so far below the boiling point of the 
valvoline that it was evident that it had not distilled 
over in the ordinary way, and experiments were made to 
see if it could be distilled in steam at a lower tempera- 
ture. A retort containing valvoline was carefully heated 
over a sand bath, its temperature being ascertained by 
a thermometer, and steam was then blown through it, 
with the result that at 248° F. or 120"* C. the steam 
became " greasy " and the oil commenced to pass over 
with it 

This experiment is important, as it shows that in 
testing the capabilities of a lubricant, the fact that it has 
a boiling point well above the temperature of the steam 
is no guarantee that none of it will find its way into the 
boiler. Having thus entered the boiler, the minute 
globules of oil, if in great quantity, coalesce to form an 
oily scum on the surface of the water, or, if present in 
smaller quantities, remain as separate drops ; but show 
no tendency to sink, as, their specific gravity being '889 
they are lighter than the water, and the difference in 
gravity is probably even greater at the temperature 
existing in the boiler. 

Slowly, however, they come in contact with small 
particles of calcic sulphate and other solids separating 
from the water and sticking to them, they gradually coat 
the particles with a covering of oil, which in time enables 
the particles to cling together or to the surfaces which 
they come in contact with. These solid particles of 
calcic carbonate, calcic sulphate, etc., are heavier than 
the water, and, as the oil becomes more and more loaded 
with them, a point is reached at which they have the 
same specific gravity as the water, and then the particles 
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rise and fall with the convection currents which are 
going on in the water, and stick to any surface with 
which they come in contact, in this way deposit- 
ing themselves, not as in common boiler incrustations, 
where they are chiefly on the upper surfaces, but quite 
as much on the under sides of the tubes as on the 
top, their position being regulated by whether they 
come in contact with the surface whilst descending or 
ascending. 

The deposit so formed is a wonderful non-conductor 
of heat, and its oily surface tends to prevent intimate 
contact between itself and the water. On the c^own of 
the furnaces this soon leads to overheating of the plates, 
and the deposit begins to decompose by the heat, the 
lower layer in contact with the hot plates giving oflf 
various gases which blow the greasy layer, ordinarily 
only ^th of an inch in thickness, up to a spongy, leathery 
mass often ^th of an inch thick, which, because of its 
porosity, is an even better non-conductor of heat than 
before, consequently the plate becomes heated to redness, 
and, being unable to withstand the pressure of steam, it 
collapses. During the last stages of this overheating, 
however, the temperature has risen to such an extent 
that the organic matter, oil, etc., present in the deposit is 
burnt away or distilled oflf, leaving behind, as an appa- 
rently harmless deposit, the solid particles round which it 
had originally formed. 

Such a deposit is much more likely to be produced with 
boilers containing fresh or distilled water, as the low 
density of the liquid enables the oily matter to settle 
more quickly, whilst with a strongly saline solution it is 
very doubtful if this sinking point would ever be reached* 
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it is evident also that, when oil has found its way into 
the boiler and is causing a greasy scum on the surface, 
the most fatal thing that can be done is to blow off the 
boilers without first using the scum cocks, because as the 
water sinks the scum clings to the tops of the furnaces 
and other surfaces with which it may come in contact, so 
that on again filling up with fresh water it is still found 
there, ready to cause a rapid collapse. 

A very remarkable confirmation of this was found in 
the case of a Isurge vessel in the Eastern trade, in the 
boilers of which an oil scum had formed. The ship 
having to stop some days at Gibraltar, the engineer took 
the opportunity of blowing out his boilers and refilling 
with fresh water, with the result that, before he had been 
ten hours under steam, the whole of the furnaces had 
come down. 

Under some conditions the oil-coated particles coalesce 
and form a sort of floating pancake, which, sinking, forms 
a patch on the crown of the furnaces at one particular 
spot, and under these conditions the general result is the 
formation of a " pocket" 

One curious fact which is worthy of attention is that 
in most of these oily deposits copper is to be found in 
considerable quantity. In an analysis of deposit from 
the furnace of a vessel in which a *' pocket " had formed 
from the above-mentioned cause, the scale showed, as in 
the case already cited, no reasonable cause for the injury 
at the damaged part of the boiler, whilst the deposit from 
the under side of the furnace tubes showed clearly the 
presence of large quantities of oil matters, which were 
partly combined with copper:^ 
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Constitaents. 


Scale. 


Deposit. 


Calcic Sulphate, . , 


. 90-354 


1-02 


Calcic Carbonate, . , 


1-200 


nil 


Ferric Oxide, 
Oxide of Alumina, J 


3-200 


r 56-90 
I 2-30 


Oxide of Copper, . 


• nil 


1-90 


Magnesic Hydrate, . 


2-821 


1-80 


Organic Matter, 1 
Oil, J 


1-600 


r 10-46 
1 17-84 


Sand, etc., « . . 


0-825 


7-78 



100-000 



100-00 



It being a fact that even mineral oils have a consider- 
ably solvent action upon copper and its alloys, it is 
evident that the copper in the oily deposits had been 
obtained from the fittings of cylinder and condenser. 
Fortunately this copper is so well protected by oil that 
in most cases it is extremely unlikely to come in contact 
with, and deposit on, the metal of the boiler ; but if it 
did, very serious galvanic mischief would be the result 

The next point to determine was the effect which 
these oily deposits might have in allowing excessive 
heating of the plates to take place, or in retarding the 
heating of the water. A clean iron vessel was taken, 
and a known volume of water placed in it, and heated 
by a carefully regulated Bunsen flame, the water being 
raised to the boiling point in ten minutes ; this experi- 
ment was repeated a second time with the same result, 
and the vessel was then lined with a coating of deposit 
found in the bottom of the boilers which had collapsed, 
and rendered binding by admixture with a small trace 
more valvoline. This coating was laid on xW^h of an 
inch in thickness, and the former experiment repeated, 
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the same flame being used and the same volume of water 
taken, with the result that it took fifteen minutes be- 
fore the boiling point was reached, showing that, even 
if no damage resulted to the plates from overheating, 
such a deposit would cause a large increase in the fuel 
used. 

In order to ascertain to what extent extra heating of 
the plate took place from this cause, Professor Lewes 
employed a series of substances of known igniting and 
melting point, raised the water in the various vessels to 
the boiling point, and then brought the clean bottom of 
the vessel in quick contact with the test substance, and 
took the results as indicating the temperature of the 
exterior of the plates. 

Clean vessel . Sulphur did not melt, • • below 115* C. =287* P. 

Coated vessel . Sulphur melted, . . . above 115° C.= 239° F. 

„ „ but did not inflame, below 250* C. = 482° F. 

Guncotton ignited, . . . above 200° C.= 392° F. 

So that the •j'^th of deposit caused with a slow heat a 
rise in temperature of the plate from under 115** C. or 
239° F. to over 200** C. or 392'' F. It is manifest, 
however, that the fiercer the heat the more marked will 
this overheating become, and in the next series of experi- 
ments the Bunsen flame was replaced by an atmospheric 
blowpipe, and the temperature attained^ tested in the 
same way as before. 
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Whilst, on replacing the atmospheric burner by an oxy- 
coal gas flame, there was found no difficulty in fusing a 
hole in the bottom of the vessel, which was made of thin 
wrought -iron piate, showing that a temperature of 
1500"* C.=: 2732'' F. had been attained, and it is there- 
fore manifest that, with the fierce heat existing in the 
boiler furnaces, given an oily deposit only -^ih of an 
inch in thickness, the plates will readily be heated to a 
temperature at which they^re totally unable to with- 
stand a pressure of 80 lbs. of steam, and collapse of the 
furnace crowns must follow. 

The great points to be sought in a good lubricating oil 
are that it shall be a pure mineral oil, and that its 
boiling point shall be well above any temperature likely 
to be attained in the cylinder. Oils satisfying these 
requirements can readily be obtained, but users of lubri- 
cants must remember that, in order to obtain them free 
from any constituents of dangerously low boiling point, 
expensive processes have to be resorted to, which must of 
necessity increase the price of the oil, and that it is 
useless to expect to obtain a really good lubricant at a 
low figure. 

The great advantages of a good mineral oil cannot be 
too strongly insisted on, and any lubricant containing 
animal or vegetable oils to give it body should be un- 
hesitatingly discarded. 

The mineral oils are not fats, but hydrocarbons, — 
compounds, of carbon and hydrogen, — and the portions 
used for lubricants are those left after the more volatile 
constituents have been distilled off, and they differ widely 
from animal and vegetable oils, which contain so-called 
fiitty acids, which are liberated from them by the action 
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of superheated steam, and these acids attack iron, copper, 
and copper alloys with the greatest readiness, forming 
metallic soaps, which are compounds of the fatty acids, 
with the oxides of the metals, and so cause serious 
damage to both boilers and fittings. 

Moreover, the lubricating power of a mineral oil 
increases with its specific gravity, so that the heavier 
it is the better, and, if properly prepared, it retains its 
lubricating power at all temperatures short of boiling 
point. The animal and vegetable oils, in contact with 
air, especially when heated, take up oxygen, and become 
gummy and resinous, and gradually so stiff that frequent 
cleaning becomes necessary, a trouble entirely avoided 
with mineral oils. 

In dealing with the prevention of such deposits, it 
appears that the most feasible plan would be to pass the 
feed-water through a long tube filled with clean coke in 
pieces the size of a walnut, which, acting as a scrubber, 
would arrest any oil there might be in the feed, and 
prevent it going forward to the boiler. 

It may be mentioned that a filter for this purpose was 
invented by Mr. J. B. Edmiston, M.I.M.E., of Liverpool, 
in 1883. Since then the apparatus has undergone 
alterations and improvement till, in its present form, it 
is a simple and very eflfective apparatus. The best testi- 
mony as to its value is found in the fact that its use 
has become essential in the largest mail and passenger 
steamers, and that it has been adopted by such lines as 
the " White Star," " Union," " Eoyal Mail," and in several 
navies. The filter, of which we give a sectional view 
(Fig. 48), consists of two rectangular chambers with a 
semi-circular bottom; each chamber forms a separate 
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and complete filter, and each has its inlet and delivery 
valvea The two inlet valves are united by means of a 
breeches pipe with the engine side of the main feed-pipe; 
and the two outlet or delivery valves are similarly united 
and joined to the boiler side of the main feed-pipe. 



Pig. 48. 

There is also a by-pass pipe uniting the two branches 
of the feed-pipe, thus the feed can pass through either 
or both filters, or through the by-pasa pipe to the 
boiler. To use the language of electrical engineers, the 
filters and the by-pass are in " parallel arc," and are 
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placed in circuit with the feed. The filters are formeo 
of perforated iron plates, between which are placed 
pieces of a specially manufactured cloth or flannel. The 
perforated plates and flannels are placed in alternate 
layers, and the whole set up and secured in place by 
set screws. On the chamber cover are placed the air- 
chamber, safety valve, pressure gauge, and steam valve. 
The engineer of the watch is thus enabled at all times 
to satisfy himself as to the internal condition of the 
filter. The feed-water is forced by the feed-pumps 
through the filtering media, with the result that all 
grease, metallic particles, etc., are mechanically averted, 
and nothing but pure water is forced into the boiler. 
When the filtering media become choked, the fact is 
indicated by a rise in the pressure, as shown by the 
gauge. In practice, when the gauge shows a pressure 
of about 2 to 3 lbs. above that required to lift the feed 
check-valve, it is time to shut oflf that filter and clean it. 
Then the other one is used. The length of time a filter 
will run without cleaning depends upon its capacity, the 
quantity of feed to be filtered, and the amount of oil 
used in cylinders. A cargo steamer developing about 
1500 IHP., and evaporating about 240 tons water, 
will require a couple of small size filters, which will run 
without cleaning for 12 or 14 days; while a full- 
powered twin-screw mail-boat will require the largest 
size on each feed-pipe, and the filters will require cleaning 
about every three days. As, however, the operation of 
breaking the joints, taking out the saturated flannels, 
inserting fresh ones, setting-up and making the joints, 
occupies from 20 to 30 minutes, there is not much time 
lost The superior condition of boilers to which the 
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filter is an adjunct is very apparent. There is no scale 
and no patches of grease, and no deposit of dirty scum, 
but the interior surfaces are coated with a whitish 
powder, easily removed by the finger, exposing the bright 
metal beneath. Eecently the steamer InchduTie, of the 
" Inch " Line, arrived in Liverpool, and her boilers were 
inspected by most of the principal local engineers and 
boilermakers. The condition was as described above, 
and excited very general admiration and approval 

It has been already pointed out that the collapse of 
furnaces from the presence of oily deposits almost in- 
variably takes place in boilers fed with fresh water, and 
that oil, when it goes into the boiler, floats, because it is 
specifically lighter than water, and will continue to float 
until solid particles of calcium compounds coming in 
contact with it and imbedding themselves in it will so 
increase its weight, that upon reaching the same density 
as the water, it will commence to circulate with the con- 
vection currents in the water, and being drawn down in 
this way will readily attach itself to tubes and furnace 
crowns, causing the damage complained of. 

In the case of, say, a transatlantic liner using fresh 
water only, it would take at least four days* hard steam- 
ing to bring the density up to ^, whilst if sea- water 
had been used the density, being ^ at starting, would 
never, after the first few days, be much below ^, 
consequently the oil would remain as a scum, and, unless 
blowing off was too frequently resorted to, it would never 
reach the furnace crowns. 

Professor Doremus of New York proposes to use 
sodic fluoride as a precipitant for the scale-forming con- 
stituents of sea-water, because a smaller weight of it 
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would be required, and its action would be more rapid 
and more perfect ; and he asserts that the precipitation 
of the calcium and magnesium salts takes place with very 
great rapidity, that the sediment shows no tendency to 
cake or adhere to the sides of a hot vessel, and that it is 
less bulky than the precipitate formed by soda ash. 

The great objection to this hitherto has been its cost, 
but it is said that this has now been so far reduced as to 
bring it within the scope of extended commercial use; 
and, should the demand increase, the price could be 
readily brought much lower. 

There is no doubt that, if the price of sodic fluoride can 
be so reduced as to enable it to be used for this purpose, 
it would be of great service, as the fluoride undoubtedly 
completes its action on the salts of magnesium and 
calcium more rapidly and thoroughly than the soda ash, 
and it would be easier therefore to so regulate the 
quantity added as to remove, say, five-sixths of the 
injurious constituents from the sea-water without allow- 
ing any precipitant to enter the boiler. 

In preparing sea- water in the way proposed by Pro- 
fessor Lewes, every precaution must be taken to add 
slightly less of the precipitant than is necessary to 
entirely throw down the calcium and magnesium salts, 
as it is manifestly impossible in practice to guard against 
small quantities of sea-water finding their way into the 
boiler either from leaky condensers or else being fed in 
by the engineer during some emergency ; and, if under 
these conditions any excess of the precipitant were present 
in the boiler, a bulky precipitate would be thrown down 
and cause trouble, although it would not bind into a 
solid scale. 
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If at any time, however, through a breakdown in the 
distilling apparatus, sea-water is mixed with the distilled 
water, a thin and very hard scale of sulphate of lime is 
formed. This scale is of great interest from the presence 
in it of carbonate of copper. It is well known that 
distilled water has a far greater solvent effect upon 
metals than water containing certain salts in solution, 
and it is quite conceivable that the distilled water from 
the surface condensers may attack the brass and copper 
tubes and fittings, and deposit the copper on the tubes 
of the boiler, although in only small quantities It is 
interesting to note that the green spots due to the 
presence of copper are all on the under side of the scale, 
that is, in contact with the metal of the boiler tubes^ 
showing that in all probability the copper had been de- 
posited, as suggested, from the water in the boiler, and its 
coming in contact with the iron would immediately set up 
local galvanic action, and thereby tend to produce pitting. 

The great difference existing between sea and fresh 
water would lead one to expect a wide diflference in the 
respective deposits formed from them, and analysis, as 
given below, of the incrustations formed in the boilers of 
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steamers using fresh river water, brackish water at the 
mouth of a river, and sea-water respectively, show that 
with fresh water the incrustation may be looked upon as 
consisting of carbonate of lime, with small quantities of 
other compounds : that with a mixture of fresh and salt 
water the deposit consists of nearly equal parts of car- 
bonate and sulphate of lime ; whilst the sea- water gives 
practically pure sulphate of lime. 

The importance of knowing these differences in the 
deposit formed is very great, because an examination and 
analysis of the scale which a boiler may contain will 
enable one to arrive at a sound conclusion as to the 
treatment it has received during the voyage. Taking, 
for instance, the case of a ship which uses fresh water 
both for filling and make-up, it is manifest that on her 
return to port the scale should be very slight and should 
consist mainly of calcic carbonate; whilst, if the scale 
exceeds i^th of an inch and shows a preponderance of 
calcic sulphate, it is manifest that such scale could only 
have been formed by sea-water, either leaking in from 
faulty condensers or being deliberately fed into the 
boilers. 

The presence of sulphate of lime exercises a very 
marked influence upon the condition and physical pro- 
perties of the incrustation, as, under the condition in 
which it is formed in a boiler, it separates in a crystal- 
line form, and binds the deposit into a hard mass, an 
action which materially assists the presence of hydrate of 
magnesia. 

A deposit consisting of carbonate of lime only, or of 
carbonate of lime and traces of the oxides of iron and 
alumina, salt, etc., is separated as a soft powder, which 
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remains suspended in the water for some time, and can 
easily be removed from the boiler on cleaning it ; whilst 
if sulphate of lime is present the scale is extremely hard, 
and generally requires the use of a hammer and chisel 
to detach it from the plates and tubes, an operation 
which is extremely injurious to them, and tends to 
shorten the life of the boiler. 

The three principal constituents of boiler incrusta- 
tions may therefore be looked upon as carbonate of lime, 
sulphate of lime, and hydrate of magnesia, and the 
causes which lead to their deposition may now be 
considered. 

Carbonate of lime is practically insoluble in pure 
water, that is to say, it requires more than 10,000 parts 
of pure water to dissolve one part of the carbonate ; 
but carbonic acid, which is present in all natural waters, 
when in contact with carbonate of lime converts it into 
bicarbonate which is soluble, and this forms the so-called 
temporary hardness in fresh waters. On heating such 
a water the bicarbonate is decomposed, carbonic acid 
gas escapes, and the carbonate of lime being insoluble 
is deposited. Carbonate of lime is slightly more soluble 
in sea-water than in pure water, but the difference is so 
small that the above may be looked upon as applying 
equally to fresh and salt water. 

Sulphate of lime is to the marine engineer the most 
important constituent of boiler incrustation, and its 
separation as a deposit from water is dependent upon a 
totally different class of phenomena to those which 
bring about the precipitation of carbonate of lime. 
Sulphate of lime is dissolved in water by the solvent 
power of the water itself, and not through the agency 
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of the carbonic acid, and therefore merely boiling water 
at ordinary pressure does not sufl&ce to cause its deposi- 
tion, and for this reason it forms, together with soluble 
magnesium salts, the ^permanent hardness'' of fresh 
water. 

Sulphate of lime is much more soluble in sea-water 
than in fresh water, but its solubility rapidly decreases 
(1) on concentration of the sea-water, and (2) on the 
increase of temperature and pressure. 

If sea-water be boiled merely under atmospheric con- 
ditions, it would be quite possible, by taking care that 
its density did not rise above a certain point (1*09), 
to prevent the deposition of the sulphate of lime ; but 
any such regulation of the density is rendered abortive 
by the fact that pressure and the consequent raising of 
the boiling point acts upon the sulphate of lime in 
exactly the same way as concentration and increased 
temperature, so that in the older forms of boiler, while 
working even at a comparatively low pressure, most of 
the sulphate was deposited, whilst in the high-pressure 
boilers now in use, if the water contains the smallest 
trace of sulphate of lime, it will be deposited ; and as any 
deposit formed amongst the tubes in such a boiler cannot 
be easily got at, it is practically impossible to use sea- 
water in them, consequently they are supplied with 
water from the condenser augmented by distilled water 
made in special distilling plant. The question has been 
raised as to whether if sea-water were mixed with dis- 
tilled water so as to greatly reduce its density, it would 
deposit the sulphate of lime; but experiment shows 
that, even if sea-water is mixed with many hundred 
times its bulk of distilled water, the minute trace of 
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sulphate present is deposited under pressure when the 
temperature approaches 284* Fahr. (35 lbs. pressure). 
So that when, through a breakdown in the distilling 
apparatus, sea-water has to be used with the condenser 
water even in very small quantities, a slight scale is sure 
to be formed. 

The loss of heat and waste of fuel entailed by the 
presence of boiler scale is enormous, and has been 
estimated by various observers at different values. The 
latest estimates, however, go to show that yV^h of an inch 
of scale necessitates the use of 16 per cent, more fuel, 
\ of an inch 50 per cent, and \ an inch 150 per cent, 
additional coal to do the same work. Waste of fuel, 
however, is not the only drawback brought about by 
incrustation ; the deposit being a bad conductor of heat, 
the tubes and plates of the boiler soon become over- 
heated and burnt on the outside, whilst rapid corrosion 
is set up on the inner surface ; iron at temperatures far 
below visible red heat, decomposing water and combining 
with the oxygen in it whilst the hydrogen is liberated. 

Even when sulphate of lime is not present, or is only 
present to a small extent, as in the deposits from fresh 
water, the tubes should be allowed to cool down before 
the boiler is blown off, as, if this is not done, the loose 
soft deposit of carbonate of lime, when the water has 
all run off, bakes to a hard tough scale, which acts as a 
groundwork for further deposits. 

The importance of preventing boiler incrustation, and 
thereby avoiding the enormous waste of fuel and 
injury which it entails, has not been without its effect 
upon the minds of inventors, and almost every conceiv- 
able substance^ from potato parings to complex chemical 
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reagents, have from time to time been patented for the 
purpose, but they have all more or less failed for marine 
boilers, because they have often had an injurious eflfect 
upon the metal of the plates, or else have produced an 
enormous bulk of loose deposit, which, although easily 
cleaned out if the various parts of the boiler were 
accessible, and if it were only being used intermittently, 
yet in a marine boiler continuously working rapidly 
chokes the spaces between the tubes, and brings about 
an even worse state of affairs than that origincdly 
existing. 

For these reasons, no treatment of sea-water in the 
boilei*s themselves is practically possible, and with high- 
pressure tubular marine boilers the water must either 
be condenser water made up to the required bulk with 
distilled water, as is at present done, or else the con- 
denser water must be augmented by sea- water specially 
prepared for the purpose, in a separate apparatus, before 
being supplied to the boilers. In this apparatus the sea- 
water while under pressure is treated with carbonate of 
soda, and after rapid filtration is then introduced into 
the feed-water tank or hot well. 

If the engines of a vessel are in perfect condition, they 
will approximately require 1 ton of water per 1000 
horse-power every twenty-four hours, in order to make 
up the volume of the condenser water to the amount 
required for the boilers, whilst under most conditions it 
would be far higher, rising sometimes to as much as ten 
times that quantity. In fresh -water boilers, that is, 
boilers filled up with fresh water at starting, and the feed 
made up from fresh-water tanks, incrustation can to a 
certain extent be prevented, or, at any rate, diminished. 
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by the addition of substances which will prevent the 
sulphate of lime binding the carbonate of lime into a 
hard mass, and these so-called " anti-incrustators " may 
be divided into two large classes — (1) Those which have 
some definite chemical action, and (2) those which are 
purely mechanical in their action. 

For preventing incrustations in salt-water boilers, 
carbonate of soda in one form or another generally plays 
the principal part Its action is to convert the sulphate 
of lime and chloride of magnesia into carbonates, and at 
the same time to keep the water in an alkaline condition, 
so as to prevent damage from acids. The hardening 
effects of the sulphate of lime is thus done away with, 
and the carbonate of lime precipitated in a soft condition, 
when it can be readily blown off. 

Chloride of ammonia is also used, and when boiled 
in presence of carbonate of lime will decompose it, 
forming soluble chloride of lime, whilst the carbonate of 
ammonia volatilises. 

Other alkalis and alkaline salts are also used, and even in 
some cases, acid mixtures; but these latter, if they do dissolve 
the scale, are unquestionably fatal to the boiler plates. 

There are an enormous number of other organic com- 
pounds proposed or in use, their action, if any, being 
mostly mechanical. 

Zinc, in good metallic contact with the boiler plates, 
in cases where sea-water is used, acts beneficially in 
preventing corrosion of the plates, but is of no use with 
fresh water ; whilst most other electrical and mechanical 
applications have met with little success. 

Feed-water heaters act beneficially to a certain extent 
in softening the water supplied to the boiler, and thus 
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reducing incrustation; sometimes nearly 50 per cent of 
the carbonate of lime contained by the water having 
been deposited in the form of mud in the heater. 

Corrosion in boilers is of such frequent occurrence, and 
the causes of it are so little understood, although often 
discussed by engineers, that it may prove of some service 
to them if we endeavour to explain the conditions that 
are considered most likely to result in injury to the plates 
of a boiler. 

When iron is exposed to pure dry air no rusting of the 
surface takes place, but in moist air containing carbonic 
acid corrosion rapidly commences and continues at an 
increased rate until, if sufficient time be allowed for the 
action, the whole of the metal will be converted into 
mixtures of oxide of iron and hydrated oxide of iron. 

Dry and pure oxygen alone has no action on iron and 
st€el, moist pure oxygen acts only very slowly, and pure 
carbonic acid when dry has by itself no action ; but a 
mixture of the two in the presence of moisture rapidly 
sets up rusting of the metaL 

When iron or steel is exposed to air it is under these 
latter conditions, and contact being promoted by moisture 
the carbonic acid and oxygen simultaneously attack the 
metal, forming a thin and almost imperceptible layer of 
carbonate of iron. 

The carbonate of iron so formed is at once partially 
oxidised by more oxygen into basic carbonates, and is 
finally converted into oxide of iron, whilst if moisture be 
present in any quantity hydrated oxide of iron is formed. 
During these reactions the carbonic acid is liberated on the 
surface of the moist metal, and reacting with more oxygen 
from the air carries on the process of corrosion, which is 

N ' 
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now further accelerated by the fact that the hydrated 
oxide on the surface of the metal is electro-negative to the 
metal itself, and excited by the presence of moisture and 
carbonic acid creates a galvanic cuirent at the expense of 
the metal, and the mass of rust formed being porous, the 
action continues until all the metal is destroyed and has 
returned to its natural condition of hydrated oxide. 

In fresh water the corrosion which takes place on the 
surface of iron is due to the same cause, i,e, the simul- 
taneous action upon the metal of oxygen and carbonic 
acid, and if an alkali be added to the water to absorb 
and neutralise all carbonic acid, corrosion is stopped, and 
a piece of bright iron or steel may be kept perfectly un- 
corroded in such a solution. 

Sea-water acts upon iron and steel in exactly the same 
way as fresh water, but with more rapidity, owing to its 
saline constituents, which also induce a more active form 
of corrosion by helping to excite galvanic action between 
the iron in the plates and any other metal present, this 
being materially aided by want of homogeneity in the 
plates, by particles of rust, by mill scale, or even by the 
different amount of work, such as hammering or bending, 
undergone by different parts of the same plate ; and in 
all of these cases the galvanic action set up causes rapid 
oxidation of the iron at the expense of the oxygen of the 
water, hydrogen being evolved. 

The main phenomenon of rusting, whether in moist 
air, fresh water, or salt water, may therefore be looked 
upon as the simultaneous action of water, carbonic acid, 
and oxygen upon iron. But besides this action, there 
are other and local causes in many cases which tend to 
increase corrosion. 
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These local causes of corrosion, however, have only to 
be taken into consideration where they are known to 
occur, and do not afifect the general question. 

One of the most important questions of the present 
day is, does steel corrode more quickly than iron ? and 
in answer to this it may be said that a very valuable re- 
search by Andrews has shown conclusively that there is a 
greater tendency to corrosion on the part of all steels than 
of wrought iron, when exposed to the action of sea-water. 
In the course of his investigation, the composition of some 
of the best known brands of plates was first carefully deter- 
mined ; plates of known weight were then exposed to the 
action of sea- water in presence of air, care being taken that 
no galvanic disturbances other than those set up on the 
surface of the plates themselves should interfere ; and the 
plates were carefully cleaned, dried, and again weighed 
after various periods of exposure; the loss in weight 
being taken as representing the loss by simple corrosion. 

These tests brought out very clearly the greater tend- 
ency to corrosion on the part of steel, and also that the 
rate of corrosion increases very rapidly with the length 
of exposure, this latter being due to the fact that the 
oxides first formed are electro-negative to the remaining 
metal, so that with the formation of rust, galvanic dis- 
turbances are increased on the surface of the plate and 
tend to increase the rapidity of its destruction. 

The probable reason for this increase in the rate of 
corrosion in steel may be that it is not so homogene- 
ous as wrought iron, that manganese is present in larger 
quantities, and that the carbon present is partly elimi- 
nated during corrosion in the form of carburetted hydrogen 
which tends to disintegrate the surface. 
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In marine boilers at present in use, and working at 
pressures of from 50 to 250 lbs., serious pitting, and, in 
some places, puncturing of the plates and tubes frequently 
take place. Before the introduction of hydrocarbon lubri- 
cants, such deterioration would have been attributed to the 
action of the fatty acids liberated by superheated steam 
from the cylinder lubricants ; but as corrosion and pitting 
have both continued since animal and vegetable lubricants 
were discarded, and as the trouble appears to increase 
with the increase in the pressures employed, it is evident 
that some other solution of the difficulty must be sought 

In short, pitting and corrosion must be due not to one 
cause alone, but to several acting together, such as the 
following : — 

1. Ordinary corrosion due to the carbonic acid and 
oxygen dissolved in all natural water, which acts but 
little when the boiler is in use, the gases being driven 
off by the steam, but which acts rapidly when a boiler is 
out of use, more especially when the water is partially 
blown off and the boiler left wet and exposed to the air. 

The simplest cure for this is when a boiler is at rest 
to fill it quite full with boiled water to which a little 
lime or other caustic alkali has been added. 

2. One cause of pitting in a boiler is the formation 
of spots of rust from the previous cause, which being 
electro-negative to the metal rapidly cause it to corrode, 
and it is this action, and also the galvanic action of traces 
of metallic impurities, which is, to a certain extent, pre- 
vented by the zinc protectors, zinc being electro-positive 
to both iron and oxide of iron ; but for the protectors to 
be of any use, they must be in metallic contact with the 
metal of the boiler. 
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3. The solvent action of distilled water upon metals, 
which, in modern marine boilers fed with condensed water 
and specially distilled water, rapidly attacks the plates 
in places where the presence of a trace of slag or other 
impurity renders the metal less dense, or gives it a tend- 
ency to lamination. This can be prevented by using a 
saline solution, such as the prepared sea-water already 
mentioned, for the prevention of incrustation, and by 
avoiding too frequent blowing off, the action of water on 
iron rapidly decreasing with an increase in its density. 

4. The fact that at a high temperature water is 
directly decomposed by iron with formation of black 
magnetic oxide and liberation of hydrogen. This action, 
if carried out at a dull red heat, is now recognised as the 
cheapest method of obtaining hydrogen gas. The same 
action takes place, but more slowly of course, at tempera- 
tures below dull red heat, which are often approached on 
the surface of tubes coated with incrustation, where the 
moisture present rapidly acts on the metal and ultimately 
pierces it. 

This latter cause of pitting can only be avoided by 
using either distilled water or prepared sea-water, so as 
to keep the boiler free from all incrustation. 

In a paper upon this subject, which was read by Mr. 
J. B. Dodds before the North-East Coast Institution of 
Engineers and Shipbuilders, it is stated that on examina- 
tion of corroding boilers, those parts seriously affected are 
generally found devoid of the usual hard, protective 
" sulphate of lime " scale, and in exceptional cases the 
whole of the boiler is perfectly free from this scale, and 
the various parts covered M^th a red or even a black 
coating of a soft matter, frequently slimy in character. 
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Much of this matter is found on the upper portion of the 
boiler iu the form of a froth, while the rest is deposited 
on the tubes, combustion chambers, or settles to the 
bottom of the boiler like mud. 

Attention is particularly drawn to the chemical com- 
position of this deposit : the following analyses may be 
taken as fair averages of the many samples the writer 
has examined and analysed : — 



Ferric Oxide, 
Calcic Sulphate, . 
Calcic Oxide, 
Magnesia Hydrate, 
Zinc Oxide, 
Sand, etc.. 
Oily Organic Acid, combined with the 
Ferric, Calcic, and Magnesic Oxides, 
Free uncombined Oil, . 
Water, • • • . 



From 

Bottom 

of Boiler. 

Per Cent. 

65-00 

9-02 

•76 

10-12 

•76 

1-70 

10-66 
2-00 



From Top 
of Boiler. 
Per Gent. 

72-9 
1-58 
1-38 
8^14 
1-35 
1-2 

10-76 
1-26 
1-45 



100-00 10000 



In some cases this oily combined acid has amounted 
to 20 and even 25 per cent. 

On examining these deposits one is struck with the 
curious fact that they contain a very large percentage of 
magnesic hydrate in an insoluble form, and also with the 
fact that they contain a very considerable amount of oily 
organic acid, and that this organic acid is in combination 
with the ferric and calcic oxides and magnesic hydrates. ^ 
The presence of this insoluble magnesic hydrate compound 
at first sight appears unaccountable, and causes us to 
speculate as to where it comes from, because sea-water 
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only contains magnesia as either sulphate or chloride, 
both of which salts, especially the chloride, are exceedingly 
soluble, and are not, as sulphate or chloride, capable of 
forming an insoluble deposit. Indeed, in one gallon of 
sea- water only the 98 7 grains of calcic sulphate and the 
2*8 grains of calcic carbonate are capable of forming 
permanent insoluble deposits on boiling and evaporating. 
All the other constituents are very soluble, and simple 
boiling and evapoi*ation, to the extent carried on in 
a steam boiler, would only make the solution stronger 
without causing their deposition in an insoluble form — 
that is, supposing no other influences acted on them 
at the same time. It may be asked, might not the 
river waters with which the boilers are filled when 
in port furnish this magnesia ? But river waters do 
not contain magnesia salts as a rule, but are surface 
waters containing principally calcic sulphate; therefore, 
this magnesia hydrate of the deposits must be derived 
from the chloride and sulphate of the sea- water. 

There is also the other fact noticeable in the analyses 
of these deposits, and that is the very considerable 
percentage of " oily organic acid " present in combination 
with the ferric and calcic oxides and magnesic hydrates, 
and this organic acid is derived from the mineral oil used 
as " cylinder oil '* in the cylinders. It is generally stated 
that these oils are hydrocarbons, therefore not capable 
of saponification, and that they do not afifect metallic 
surfaces. This is correct as applied to those oils in 
their natural state, for alkalies do not affect them or 
form soaps, nor is copper or other metal tarnished or 
corroded, even after being immersed in them for a 
considerable or indefinite length of time ; but it is in- 
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correct as applied to these oils, when exposed to the 
influences and conditions existing in the high-pressure 
cylinder of an engine working at such a pressure that 
the temperature is higher than the " vaporising point " 
of the " cylinder oil " which may be in use. All these 
oils are capable of oxidation, otherwise they would be 
incombustible; and placed under sufficiently favourable 
conditions for oxidation, such as very extended surfaces 
exposed to the action of steam of sufficiently high 
pressure, and therefore temperature, to reduce a portion 
of the oil to a vi^rous state — and these are the con- 
ditions existing in engine cylinders, particularly in the 
high-pressure cylinder of a triple engine— under these 
conditions these oils will become in part decomposed 
and broken up, producing compounds different from the 
original oil put into the cylinder. These compounds 
pass forward with the steam, and gradually work their 
way through the condenser into the boiler, and these 
compounds, so introduced into the boiler, are capable of 
combining with bases such as ferric oxide, calcic oxide, 
or magnesic hydrate, as is proved by the constituents of 
the deposits already mentioned. 

Oil merchants and manufacturers will state that their 
particular oils have a "vaporising point" of over 600** 
Fahr. ; it has even been seriously contended that the 
" vaporising point," or that point when vapours become 
apparent, is at a higher temperature than is the flash 
point The writer has examined very many of the 
standard cylinder oils, and can say that the majority 
of them, as supplied to ships, vaporise or show vapour 
when heated to under rather than over 280'' Fahr., and 
flash at under rather than over 450'' Fahr. 
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Seeing that 160 lbs. pressure is not now considered an 
extraordinary pressure, and that the temperature of steam 
at this pressure is 363'' Fahr., it is not difficult to 
imagine that much vapour is given off from such oils 
when used at such temperature, and as this giving off 
of vapour indicates the decomposition or change of the 
oil, the amount of such decomposition may be estimated 
therefrom. 

Having pointed out these two peculiarities, let us 
take into consideration what it is that takes place in 
a steam boiler, supposing the surfaces of the metal to be 
unprotected by scale or by artificial means. The salts 
of the sea-water, especially the magnesic chloride, cause 
the water to act chemically on. the exposed metallic 
surfaces. This chemical action takes place at all tem- 
peratures, and in water of all specific gravities ; but the 
higher the temperature, and the higher the specific 
gravity or the more degrees the water indicates on 
the salinometer, the greater is this action. The result 
of this chemical action is the oxidation of the exposed 
surfaces of the iron, but more especially of the steel. 
This oxidation or chemical action at the time produces 
electricity, as chenjical action always does. When this 
oxidation takes place in a cold solution, the electric 
tension exhibited is slight, even though the chemical 
action be considerable. Though this tension does appear 
slight so far as instruments show it, yet in fact /lie 
amount of electricity produced is proportionate to the 
amount of chemical action ; but as both the metal and 
the water are conductors, and remaining in contact the 
greater part of the opposite electricities produced recom- 
bine and neutralise each other as fast as they are 
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separated. But if this chemical action or oxidation 
takes place at a high temperature, as in a steam boiler, 
this recombination does not take place to the same 
extent, and the salts of the sea- water become electrolysed 
or decomposed by the electricity, their bases combining 
with the " oily organic acid " produce the deposits found 
in the corroding boiler. As these bases of the sea-water 
combine, and are neutralised by these " oily organic 
acids," there is liberated an equivalent amount of the 
acid of the sea-water salt, which helps to still further 
increase the corrosion. 

These reactions take a considerable amount of time to 
state, but in fact they all take place nearly instanta- 
neously, and this, the writer considers, is the reason 
why corrosion is attributed to electric action, whereas 
the electric action in a steam boiler is really due to the 
chemical action of the water on the metal of the boiler. 

In a voltaic couple which may consist of, say, a plate 
of zinc and a plate of copper immersed in a bath of 
dilute sulphuric acid, the two plates being connected 
outside the liquid by a wire, chemical action is set up, 
and electricity produced in exact proportion to that 
action. The chemical action causes the electricity, not 
the electricity the chemical action. The same state of 
things exists in a steam boiler, there is corrosion or 
oxidation of the exposed iron or steel surfaces by the 
action of the sea-water, instead of the corrosion of the 
zinc plate by the action of the dilute sulphuric acid. 
The sea- water acting in its own degree as the exciting 
liquid to produce chemical action and so electricity. 

There are two ways of stopping this corrosion, one 
by rendering the water non-exciting, and the other by 
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taking advantage of a law or fact observed in electri- 
city, which is, that when two elements or metals of 
dissimilar characters are immersed in a liquid capable 
of chemically acting on one or both of them, and are at 
the same time connected together by means of a metallic 
connection, that element or metal which is most acted 
on by the exciting medium becomes the positive or 
corroded element, while the other becomes the negative 
or inactive element, and so escapes all corrosion so long 
as they are in metallic contact. 

When it is wished to stay corrosion by taking ad- 
vantage of this electrical fact, the usual method is to 
employ metallic zinc, being careful to bring it into 
intimate metallic contact with the metal of the boiler. 
This will, if sufficient zinc be used, have a beneficial 
effect; still too much is generally expected from the 
zinc; engineers expect the effect of these zinc plates, 
say four of them, weighing in all about 56 lbs., and 
placed in different parts of the boiler, which will weigh 
about 30 tons, to influence the whole and every part of 
the boiler, and to continue to influence it for a period 
of time. Even if these plates were most elaborately 
connected in strict metallic contact with the metal of 
the boiler in its different parts, it is too much to expect 
from such a quantity of zinc, there being too great a 
disproportion between the weight of 30 tons and 56 lbs., 
therefore the areas of its influence must be circum- 
scribed, more especially after being in use a few days, 
when its surface becomes coated and protected against 
a great proportion of the corrosion it ought to undergo 
to enable it to keep its place as the most readily acted 
on metal, and absorb to itself the chemical action or 
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corrosion which would otherwise attack the iron or 
steel of the boiler. This idea that the areas of influence 
of the protective plates are circumscribed to some extent 
accounts for the fact that a boiler shows signs of corrosion 
sometimes in one place and then in another; in other 
words, it shows these signs over areas where the protection 
influence of the zinc has either been destroyed or too 
much diminished to be effective. 

Fifty -six lbs. of zinc represents '083 per cent of 
the weight of a 30-ton boiler. If from four to five times 
this amount were used in the first instance, and supple- 
mented from time to time, as it was corroded and 
rendered ineffective, it would be found that corrosion 
would be stayed, though there would be considerably 
more than a proportionate quantity of zinc consumed 
in a given time than when the smaller quantity was 
employed. The reason for this larger consumption of 
zinc being that though zinc in proper metallic contact 
absorbs all corrosion to itself, it does not destroy or 
prevent the chemical action or the resulting electricity 
being formed in the boiler, but rather increases it. As 
has already been stated, the action of the zinc is simply 
due to its being the most readily acted on metal, conse- 
quently it becomes the positive or corroded element 
instead of the iron, which would corrode were the zinc 
not present and in metallic contact. This being the 
case, it may be unnecessary to point out the advisability 
of the zinc used being as pure as possible, for any foreign 
metal it may contain will injure its efficiency in protect- 
ing the metal of the boiler, as part of its power would be 
wasted in becoming positive to that metal instead of to 
the boiler. 
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An improved method of applying zinc to boilers 
which is claimed to be highly effective is that provided 
by Hannay's Patent Electrogen, which was specially 
designed for preventing corrosion and heavy scale in 
high-pressure boilers, and is really the outcome of an 
extensive series^of experiments conducted by J. B. Hannay, 
Esq., F.RS., Ed,, F.I.C., F.C.S. 

These experiments demonstrated that the varying 
conditions of the different parts of the metal in the 
boiler — sometimes originating in difference of com- 
position, but more generally arising from difference of 
temperature — cause galvanic currents to be set up, 
resulting in the corrosion of such portions of the metal as 
have become positive. This is quite in accordance with 
the well-known fact that, where two metals are placed 
in a solution which can act upon. both and then joined 
by a wire, that metal which is more electro-positive 
than the other alone suffers from corrosive action ; and 
so long as the positive metal is metallically connected 
with the other metal, no action can be exerted on the 
latter ; and it is this natural law, forming the principle 
of the galvanic battery, which is taken advantage of in 
applying the electrogen to boilers. 

The tubes and internal shell of the boiler are made 
the negative electrode of a galvanic couple, and by thus 
preventing any part from becoming positive, corrosion is 
rendered impossible; whilst the hydrogen evolved from 
the negative surface, besides being the best preservative 
of iron known, causes the scale to fall off before it can 
do any harm. 

It has been shown conclusively in the Eeport of the 
Admiralty Commission on Boilers (1880), that while 
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ordinary zinc, when applied by mere clamping or bolting, 
may yield some protection to the iron, it has the e£fect 
of causing the scale to adhere more firmly; but the 
current set up by the electrogen is of such intensity 
that hydrogen is set free underneath the scale, which, 
whenever it becomes thick enough to be impervious to 
hydrogen, blisters ofiF, leaving the iron with a thin pro- 
tective scale only, in this way keeping the scale forming 
and re-forming in thin coatings, and allowing the fuel to 
do its full work. 

For high-pressure boilers the electrogen is especially 
valuable, and the wire connections being maintained by 
means of screwed studs of a special pattern, which insure 
perfect contact, and are easily adjusted for renewals, and 
all other portions being manufactured with the greatest 
care, it can now be guaranteed to give thorough protec- 
tion so long as an ounce of the zinc remains. 

To those who are not familiar with this invention, 
the following directions as to fitting may be useful : — 

To fit a double-ended boiler, fix the holders, B, as 
shown in Fig. 49, by fastening the arms to upper row 
of tubes, in positions as follows : — Where six electrogens 
are required : at fronts one holder in righJt wing, the 
second in right centre space, and the third in left centre 
space. Place electrogens in holders, drill holes, screw in 
studs, and fix wires as shown in diagram. At back 
fit in left wing and centre spaces. 

Where four electrogens only are preferred, the holders 
should be placed in the centre spaces, wir^ being led 
as shown in diagram. The wire in left centre space is 
spliced, one end being fixed to wing furnace side, and 
the other to centre furnace side ; the single wire to 
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combustion chamber top. The wire in right centre is 
spliced at top, one end being fixed to each combustion 
chamber; the single wire to right wing furnace side. 
The fitting is simply reversed at other end of boiler, but 




Fig. 4% 



great care must be taken to see that the studs are fitted 
tight, and wires thoroughly connected to the stud. 

To solder the wires eflBciently, a space on the metal, 
3 inches long by 1 inch broad, should be thoroughly cleaned 
with a chisel, then heated and tinned with a heavy 
soldering bolt, about 8 lbs. in weight, so that the solder 
may thoroughly run into the iron surface. Then, with a 
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second soldering bolt, about 2^ inches of tiie wire, after 
being cleaned and brightened^ must be firmly soldered 
thereon ; and should a wire become broken, the two ends, 
besides being brightened and twisted, must always be 
soldered, as the mere twisting does not insure electrical 
contact. The solder used must be of the finest quality 
(pure lead and tin); and bear in mind that if the 
smallest quantity of zinc or other impurity is present, it 
will render the solder perfectly useless for this purpose. 

It is highly recommended that all boilers be fitted 
with studs, particularly high - pressure boilers; and it 
may be added that, should any part of the boiler show 
itself specially subject to corrosive action, a wire from 
the electrogens applied to the part affected will most 
speedily arrest the decay. 

With regard to their general management, it may be 
said that when they are applied to a boiler for the first 
time it is advisable to scum off and blow through a 
small portion of the water daily for the first few weeks, 
in order to clear out the loose particles of rust, dust, and 
corroded matter thrown off from the surface of the iron 
by the action of the electrogens, and which, if allowed 
to accumulate, will give the boiler an unsatisfactory 
appearance, and more especially should this procedure 
be adopted with absolutely new boilers, so as to 
thoroughly clear out the rusty scale which is upcm new 
iron, and which comeis off through use; for this iron 
scale, being a non-conductor, is thrown off more rapidly 
by the action of the electrogens. At the same time, it 
will probably be disintegrated and oxidised to a light 
red pulverent body, which, if not cleared out, is apt to 
get the boiler into a dirty condition, and prevent the 
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deposition of a thin lime scale. After this red matter 
has been removed, the boilers will gradually assume the 
light buff colour characteristic of the use of electrogens. 

When a boiler is fitted with them for the first time, 
tne electrogens become exhausted somewhat speedily 
owing to the greater demand made upon them, but they 
usually last four to eight months. After this first action, 
a comparatively feeble power is sufficient to preserve the 
surface of the iron, and they will remain effective for 
an average of six months, or longer, after which they 
should be replaced by fresh ones. 

It may also be mentioned that, as the presence of 
some salt in the water is necessary to bring the 
electrogen into proper activity, it is recommended that 
the boilers be filled up with clean sea-water, which may 
be done with perfect safety, as the boilers are fully 
protected by the action of the electrogens. 

The electrogen is found to act most efficiently at 
densities ranging from 2 to 8 ounces per gallon, and its 
first action, when corrosion has been going on in a 
boiler, is to throw off the oxidised iron, clearing out the 
decayed matter from the pitted cavities ; and while this 
is going on, the boiler may have a red appearance, but 
this soon passes away after the iron has become freed 
from the incrustation of rust 

The electrogens should, of course, be examined from 
time to time, to see that the wire connections are secure, 
and to thoroughly clean off the crust of oxidised zinc, 
otherwise their effective action will be impeded. 

It would certainly seem that the most logical method 
of preventing corrosion is to make the water non-exciting 
or incapable of acting chemically on the iron or steel of 
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the boiler ; thus the cause is at once attacked^ whereas 
the other method only deals with the effect, and there is, 
moreover, avoidance of the great difficulty in making and 
maintaining the metallic contacts, owing to corrosion at 
the point of juncture, or the breaking of the contacts from 
other causes, and such imperfections can only be remedied 
when the boilers are opened. In those methods which 
aim at destroying the corrosive or exciting power of the 
sea -water, the protective agent is added either at the 
condenser or hot well from time to time, and in greater 
or less quantities as desired. There are several ways of 
making or causing the sea-water to be non-exciting, and 
there are many compounds offered as meeting all the 
requirements ; but care should be taken not to put into 
boilers any compound which contains a constituent that 
of itself is capable of combination with iron, or which 
contains a constituent that can by any means be made to 
furnish compounds capable of such combination, because 
it should be a sine qud non that the protective agent 
should be in itself harmless. Lime preparations addcKl to 
the water are beneficial, their action being to keep the 
surface of the boiler always coated and thus protected 
from corrosive action. This subject has occupied so much 
of Mr. Dodds' professional attention that it has caused 
him to take more than ordinary interest in the solution 
of the problem, apart from any commercial consideration 
of the question, although he felt it would be a great 
advantage if some reduction could be made in the present 
costly application of zinc, and he is strongly of opinion 
that a basic solution of zinc would effect this economy, 
but, after all, he assumes that the vitality of the boiler is 
the first consideration. 
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The great advantages in the use of such anti-corrosive 
or anti-exciting compounds is that they can be introduced 
in small quantities at stated intervals. They render the 
water non-exciting, and diffuse themselves through all 
parts of the boiler, thus, protecting all parts equally. 

In treating of coiTosion, mention of that special kind 
generally known as pitting has been omitted. This 
pitting is occasioned by the same causes as induce the 
more general corrosion, but these causes are intensified 
and accelerated by two other influences, which tend to 
concentrate the effects of such corrosion by rendering it 
very local instead of general. These influences are rust 
or iron scale and variations of temperature. Rust or 
iron scale is frequently, indeed generally, in the form of 
" magnetic oxide of iron," and when the metal of the 
boiler, especially if it be steel, is acted on chemically by 
the sea-water, and whilst in intimate contact with this 
oxide, such chemical action induces electricity, the oxide 
and the metal in its very immediate neighbourhood con- 
stitute a voltaic couple, the metallic iron or steel being 
the most readily acted on becomes the corroded or posi- 
tive element, while the oxide becomes the inactive or 
negative one ; this couple induces a current of electricity 
having only a very local influence, thus concentrating the 
action on that limited portion of the iron or steel which 
has become the positive or corroded element through the 
influence of the oxide or scale, instead of allowing that 
action to expend itself more generally over a larger area. 

Variation of temperature affects more particularly 
the question of the very serious and dangerous pitting 
observable on the sides of the furnaces. In cases where 
two portions of even the same plate of iron or steel are 
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subjected to unequal temperatures when immersed in a 
liquid capable of chemically acting on them, these two 
portions become virtually two different metals so far as 
molecular arrangement is concerned, and are capable of 
forming a voltaic couple ; the more highly heated portion 
being the most readily chemically acted on by the sea- 
water becomes the positive or corroded element, while 
the less highly heated portion, being also the less liable 
to the chemical action, is the negative or inactive one. 
Thus, when through any physical or structural cause one 
part of the metal becomes more highly heated than 
another part, — and portions of the furnaces and com- 
bustion chambers are very liable to this, especially along 
the fire line, — this more highly heated portion becomes 
positive to the less highly heated portion, and thus con- 
centrates on itself all the corroding or chemical action 
which would have diffused itself more generally over the 
whole surface had the temperatures been equal. 

To counteract or stay this pitting is much more 
diflBcult than it is to stay the general corrosion. In the 
case of general corrosion there is a general cause which 
may be met by a general cure ; but in the case of pitting 
there are several causes, each perhaps similar, but yet 
each requiring to be separately neutralised and overcome. 
Each case of pitting being due to a local and not a 
general cause, in any endeavour to effect this cure by 
means of metallic zinc it will be necessary to remove this 
cause and bring the part affected into intimate metallic 
contact with the metallic zinc. Bringing the zinc into 
this contact with these parts will very greatly increase 
the consumption of zinc, seeing that these parts are so 
prone to chemical action. Supposing the causes, such as 
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rust or iron scale, and the variations of temperature to be 
removed, this increased use of zinc will be effective. 
But though it may be possible to remove the rust, it is 
not so possible to do away with the variations of tempera- 
ture ; therefore the best method of effecting a cure of this 
pitting would be to strike directly at the cause by render- 
ing the water non-exciting. By this means the rust and 
the variations of temperature are rendered innocuous. 

In conclusion, the writer would point out that pre- 
vention is better than cure ; and that if it is desired to 
keep a boiler in good order, certain precautions must be 
taken. Firstly, great care must be taken in the selection 
of cylinder oils, and only those must be used which have 
a vaporising point at a higher temperature than the 
temperature of steam at the pressure at which the boiler 
is worked. The statement given of the vaporising points 
of these oils must not be taken for granted, even with a 
certain brand or make, but each particular lot supplied 
must be equal to the sample, and bear out all the state- 
ments made respecting it and which influenced its 
purchase. Such supervision will always give a good 
return for the trouble, because whether it is cylinder oils 
or a^y other goods that are sold, and which are not sub- 
jected to this supervision, it may be taken for granted 
that the lowest quality accepted without serious com- 
plaint or rebate in price will eventually become about 
the highest quality that will be supplied. 

Secondly, the boiler must be worked with the greatest 
amount of regularity practically possible on board ship, 
and the specific gravities of the water kept as regular as 
possible. Samples of these waters may be taken at 
stated times during the voyage, and of deposits whenever 
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opportunity offers ; these samples to be kept for examina- 
tion when necessary. The taking of these samples 
answers two good purposes — one is, that if the boiler 
should happen to show signs of corrosion, these samples 
will enable the cause of such corrosion to be traced; 
the other is, that by taking samples systematically and for 
a certain purpose attention is thereby drawn to the boiler 
and a certain interest created, which induces regularity 
in working and general treatment. All measures which 
have this effect are most valuable, and cause a very 
material reduction in the wear and tear of the boiler. 



CHAPTER TX. 

Management of Working Surfaces — Crank Shaft, Crank Pin, Pump Leyer 
Brasses— Liners — Chipping Brasses — Bearing Surface — Hints on Ad- 
justing Brasses — Care of Built Crank Shafts — Guide Bars and Shoes — 
How to Lubricate them — The Thrust Block — Causes of Trouble and 
their Remedies — Adjustment of Tunnel Bearings — Warming up 
Engines — Making Keady to Start — Precautions under Way — Sweep- 
ing Tubes — Cleaning Fires — Blowing down Boilers — Treatment of 
Ashes — Fuel Economy, 

It would be difl&cult to lay down any fixed rule regarding 
the management of triple and quadruple expansion marine 
engines, as each set will be found to have certain pecu- 
liarities which will require special treatment ; but at the 
same time there are a number of well-defined points 
which ought to be noticed, and the remarks upon which 
will apply with equal force to all engines coming under 
the above description. 

There is perhaps nothing more annoying to an engineer 
when at sea than to be troubled with warm bearings or 
with engines which, judging from the noise they make, 
bear a strong resemblance to steam hammers. 

No doubt the most of such troubles can be obviated 
in exact proportion to the skill and energy displayed by 
the engineers of the ship; but, on the other hand, the 
most expert and industrious engineer can do extremely 
little to remedy defects due to badly designed working 
parts, such as insufficient bearing surfaces. 
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Crank shaft and other joiimals which revolve in their 
bearings wilt be fonnd aa a rule less liable to give trouble 
than those which merely vibrate, such as connecting- 
rod top-ends, eocentrio rod-ends, air-pamp links, centre 
gudgeons, etc. 

These vibrating hashes should never on any account 
be eased away at the sides, as many instances have oc- 
curred of broken top-end brasses, which can be attributed 
to no other cause than having been chipped away at the 
sides, for about 1^ inches from the face of each brass. 




Fig. 50. 



Fig. M. 



and about \ inch deep, the appearance of which is shown 
at Figs. 50 and 51, which, with the following illustrations 
have been taken from a paper on this subject which 
appeared in the Engineer^ Gazette for October 1889. 

Brasses which are treated or rather maltreated in this 
manner are naturally bound to give trouble. Under 
normal conditions the gudgeons have a tendency to wear 
oval ; what else can be expected but that this evil will be 
intensified when one-third of the bearing surface of the 
brass has been cut away from the sides. 

It is said that it is the practice of some engine-buUders 
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to cut away the gudgeous at the sides, as in Fig. 62. 
Should this be done along the whole length of the journal 
side play will be permitted unless carefully followed up 
by the brasses as wear takes place, in addition to which 
it will allow the lubricant to escape from the journal 
instead of remaining on it and providing for the lubrica- 
tion of the lower brass. In cases where top-end or other 
similar brasses will not run cool it will generally be 
found that the cause is due to either oval gudgeons or 
else imperfect oil ways. 

In the latter case the oil channels may, for instance, 





Fig. 52. 



Fig. 53. 



have been cut from the oil hole in the crown of the top 
brass down into the recess at the sides, as shown in 
Fig. 51. If so, the oil is virtually running down a pipe, 
the end of which leads outside the bearing. 

One method of overcoming this objection is by cutting 
the oil ways of all vibrating journals in the form of the 
figure eight, as shown in Fig. 53, which will retain the 
oil as long as possible on the crown of the brass, and 
there need then be no fear of it not lubricating the bottom 
brass, provided there is no escape at the side^ as already 
mentioned. One fertile cause of broken bushes, especiallj" 
amongst the smaller ones^ such as cross-head, pump lever 
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and winch brasses, is the cutting of a deep oil way in 
line with the axis of the journal, or, in other words, along 
the crown of the brass, as shown by the dotted lines in 
Fig. 54, To avoid this, the best plan is to cut a curved 
oil way in the manner shown by the black lines in the 
same figure. 

Another most objectionable practice, and one very 
frequently adopted by a certain class of engineers, is to 
chip away the edges of the bushes as much sometimes 
as 1^ or ^ inch, and then make that amount up by thin 
liners. This method saves the brasses being taken adrift 
when adjusting them, but it is 
a lazy one, and this is probably 
the reason why it is so exten- 
sively resorted to. 

All the bushes except, per- 
haps, the crank -pin bushes, 
should be run brass and brass, 
without any liners in. This, of 
course, necessitates the various 
brasses being taken apart every time they require to be 
readjusted ; but that is rather an advantage than other- 
wise, for the different parts can then be thoroughly 
examined and cleaned. 

It very often happens that the easiest brass to take 
out, such as the bottom brasses in top and bottom ends, 
and the top brasses in eccentric rod-ends, air-pump lever 
gudgeons, links, etc., are chipped away when adjusting them, 
while the other half is allowed to retain its original thick- 
ness. This should not be the case. The brasses should be 
carefully callipered, and the thickest half reduced by 
chipping or filing when required for purposes of adjustment. 




Fig. 54. 
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Eegarding the main bearing and crank-pin brasses, 
they may and ought to be eased a little at the sides of 
both the top and bottom halves of the bush, to within, 
say from 1 inch to 1^ inches of each end of the brass; 
this recess then forms a reservoir for the oil, and hot 
journals, through want of oil, should then be of rare 
occurrence. 

The usnal method of easing them is to separate them 
with a liner about 1 inch thick, after the brasses are 
bored out to the size of the shaft ; then the boring tool 
being made slightly larger than before will remove the 
metal at the sides, as shown in Fig. 55, without touching 
the top or the bottom. The 
I'easoD why these brasses are 
better to be eased at the sides 
is on account of their tendency 
to close in, especially with the 
old style of pockets ; with the 
modern half-round brasses, 
^" ^ when there are any strains on 

the foundation causing the pocket to close in on the 
brass, they will not be felt so much as with the old 
rectangular sides. 

On no account should tin liners be put under the 
bushes when lining up a shaft, for if the sea-water should 
get to them the probability is that they will soon be- 
come completely corroded awny, and the bearing will then 
be that amount too low. 

With a shaft truly lined up, it is very important to 
have the brasses nicely adjusted, for a bearing will work 
warm at times if left even a very little slack ; but a great 
deal, of course, depends upon the kind of metal of which 
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the buelies ere made and the quality of the lubricant 
used, keeping always in mind that a shaft may be run 
finer with thin oil than with thick. 

To show the importance of having a bearing properly 
adjusted, an exaggerated illustration is given in Fig 56, 
showing the shaft practically running or rather bearing 
on a line, but it will readily be seen that as the brass 
is closed in to fit the journal the bearing surface is 
increased. 

As the total friction of a journal remains constant 
under oi'dinaiy circumstances, any decrease of bearing 
surface must of necessity increase the friction per square 
inch upon the remaining bearing 
anrfaoe, and ponsequently increase 
its liability to heat. Special care 
and attention are necessary in the 
case of built crank shafts. The 
crank pins especially require to 
be well watched in order to pre- 
vent them heating. It is extremely 
probable also that after a few 
expansions and contractions the ^ ^ 

crank pin will become loose in the web ; therefore, when 
the pins show the least sign of wearing oval, they 
should be carefully trued up, and this will save future 
troubla 

It is only on very rare occasions that much trouble is 
experienced witli the guides of modern marine engines, 
more especially those that have water circulating at the 
back ; but very often a lai^e quantity of oil is wasted by 
them, when the oil ways happen to be cut in such a 
manner that the lubricant escapes from the surfaces 
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before having done its duty. Fig. 57 shows one example 
of this. The guide is fitted with three oil pipes at the 

top, and it can easily be seen that 
the oil runs down into the groove 
A, from whence it escapes at both 
ends and trickles down the sides 
of the guide into the bilges, this 
evil being aggravated, of course, 
when the ship rolls, in which case 
the sides of the columns, instead 
of the guide, will get most of the 
lubrication. 

A good arrangement for the 
lubrication of guide shoes is shown 
in Fig. 58. Two or three grooves 
are cut about ^ of an inch deep, 
^ of an inch wide, and in length 
about f the width of the shoe, 
these being connected by smaller 
grooves cut diagonally as shown 
in the figure. The number of 
grooves, of course, will depend 



Fig. 57. 

upon the size of the shoe, and for 
smaller ones two will probably be 
found sufficient. 

By adopting this method a small 
portion of the bearing surface will 
undoubtedly be lost, but the improved 
lubrication that results therefrom will 
more than make up for it. Whore 
there are grooves cut across the guide, 
this plan would not answer so well. 




Fig. 58. 
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the idea being to keep the oil in the grooves cut in the 
shoe. But even these might be improved by filling up 
the ends of the grooves with a small piece of metal about 
^ of an inch wide, which would at least have the efifect 
of keeping the oil on the guide face, and preventing it 
from running out of the ends of the grooves. 

Drip boxes should always be fitted on the bottom of 
the guide bars, and a metal comb on the bottom of the 
guide shoe to dip into the boxes at every revolution of 
the engines. A good plan is to make a second comb of 
leather, of about \ the length of the other, and have 
it fitted between the metal comb and the guide bar. 
This simple arrangement often enables guide bars, 
which had previously given considerable trouble, to be 
run without water. It may be mentioned that these 
leather combs cannot be safely used where the grooves 
are cut square across the guide bars, as they would be 
liable to get into such grooves, and very likely do more 
harm than good. 

The thrust - block or bearing is also sometimes a 
cause of trouble. This may occur in various ways — 
first, through insufiBcient bearing surface. This is a 
defect that is only met with in the old-fashioned thrust, 
and not in the modern horse-shoe design. It cannot, of 
course, be remedied ; but it can be minimised by seeing 
that all the rings are bearing equally, and that each ring 
is properly lubricated. Trouble may also be caused by 
the oil pipes and channels becoming choked. This can, 
of course, be prevented by frequently washing the rings, 
pipes, channels, and worsteds with hot water — in fact, 
thorough cleanliness throughout must be the rule if a 
satisfactory running engine is desired. A thrust may 
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become heated when it is turned into what is often 
erroneously termed a thrust bearing — that is to say, 
if the rings bear on the bottom they are almost certain 
to give trouble. The obvious remedy for this is, of course, 
to take sufficient liners out from underneath the thrust- 
block to prevent the rings from bearing on the bottom. 
The modern horse-shoe thrusts are a great improvement 
on the old style, and give very little trouble; at the 
same time they require to be kept extremely clean, in 
the best of order, and frequently and carefully adjusted. 
Care must also be taken not to let the collars bear on the 
bottom of the block, if liable to do so, otherwise even 
they will be liable to heat ; but it is very seldom they are 
so constructed as to render this at all likely. 

The tunnel shaft bearings should never be let too 
closely together, especially when they are on the top of 
ballast tanks, as the filling of the tanks or the loading or 
discharging of the ship's cargo may strain the shafting and 
throw it out of line, in which case it is almost certain to 
heat unless it has sufficient freedom allowed to enable it 
to accommodate itself to the altered conditions, and to 
distribute the strain along its entire length. 

Before getting under way, allow plenty of time for 
warming the engines thoroughly. Open all drain cocks, and 
when all the water is drained out close them again, then 
open the stop valves as soon as the steam begins to show, 
at the same time putting the slide valves into such a 
position that the steam can pass freely into the steam 
chests and cylinders. The auxiliary valves and steam- 
jacket cocks should also be opened, so that every part 
may become gradually and equally expanded. Before 
moving the engines, carefully examine them all over, in 
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order to see that all the working parts are free to move, 
and that nothing is lying about which would be likely to 
fall amongst the machinery when in motion. If possible, 
give the engine a few turns before starting — this will 
warm all parts. The donkey should also be started in 
good time to circulate through the condenser, in order to 
keep it cool. Assuming the cylinders to be jacketed, 
keep them clear of water, and only use a small quantity 
of steam when under way. The scum should always 
be taken off the top of the water in the boiler before 
starting, and as there is always a certain amount of 
grease and dirty water in the cylinders and condenser 
when in port, the feed-water ought to be allowed to 
discharge into the bilges for a short time after starting 
and before permitting it to enter the boilers. Make it a 
point to have the engines in perfect readiness for starting 
exactly at the time ordered; by this means undivided 
attention can be given to their working. Keep the stop- 
valve full open, admitting the proper quantity of steam 
by the throttle valve, and if it is not required to work 
the engines up to their utmost powers, regulate the speed 
by means of the expansion valve or link motion. To 
obtain the best results, the engines should be worked at 
about 80 per cent, of their full power, as the fires do not 
require to be forced so much, and consequently the fuel 
has a higher evaporative eflSciency. Feed-heaters are 
now almost invariably fitted to triple expansion engines, 
but where this is not the case a drain pipe from the 
intermediate steam chest led into the hot well will be 
found very useful and economical, if it is opened just 
sufficiently to take away the accumulation of water that 
may have gathered through condensation ; it will also save 
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the packing in the valve spindle glands, and heat the 
feed-water without interfering with the vacuum, provided 
the air-pump is fitted with metallic valves. All expan- 
sion joints should be frequently examined, and care taken 
to see that the steam pipe works freely in the gland, for 
if the packing becomes hard and solid it ceases to act as 
an expansion joint, and there is a great danger of the pipe 
suddenly fracturing when the ship is straining heavily. 

The steam steering gear and the donkey engines should 
be made to exhaust into the main condenser when the 
ship is under way, so that there may be as little loss of 
steam and water as possible when they are working. 
The condenser should be overhauled occasionally, and the 
outside of the tubes treated to a strong solution of caustic 
soda; this can be best applied by means of a syringe 
when in harbour, and the condenser should afterwards 
be washed out with hot fresh water. Be careful to keep 
the bilges perfectly clean, and the strums and bilge 
injection free from dirt ; this will save many an hour's 
hard work when at sea and in bad weather, in the way 
of clearing choked strums, pipes, pumps, etc. 

Before relieving the watch everything about the 
engine and boilers should be thoroughly examined, and 
the water-gauge should be thoroughly and carefully tested 
by the engineer coming on watch in presence of the 
engineer who is being relieved, and at any other time 
that the water in the glass appears disturbed or lower 
than usual. This can best be done by closing the cock 
on the water space of the boiler, closing also that at the 
bottom of the gauge column, when, upon opening the 
drain cock, if steam blows out it shows that the steam 
passages are clear and that the glass is showing the 

P 
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correct water level ; on the other hand, if steam does not 
blow out, the steam passages are either closed or choked. 

It is hardly necessary to warn engineers against the 
danger of allowing the water to get too low in the boiler, 
but it must be borne in mind also as of some import-* 
ance that it should not be allowed to get too high, for 
this would necessarily diminish the steam space, thereby 
causing an irregular supply of steam to the engines ; and 
there being a greater quantity of water, it would require 
more fuel to keep it up to the temperature of the steam 
in the boiler, besides, in many cases, it would seriously 
increase the boiler's liability to start priming. A handy 
rule for finding the safe working water level is to 
multiply the diameter of the boiler in feet by '3, and 
this gives the height of the water in inches, to be main- 
tained above the highest part of the combustion chamber. 
This can, of course, only be ascertained when in port by 
going inside the boiler and measuring the distance 
between the top of the combustion chamber and bottom 
of gauge-glass. 

For the sake of clearness the following numerical 
example may be given : — Suppose the diameter of the 
boiler is 15 feet, then 15 x '3 = 4*5 inches, or the depth 
of water to be carried on top of the combustion chamber. 

Should anything be found out of order when going 
upon watch, insist upon the engineer who is going off 
watch putting it right before leaving. There should be a 
proper place for all tools and spare gear, and when over- 
hauling in port see that all these are put back into their 
respective pliaces before leaving work. Should there be 
any missing, look for tbem at once and until they are 
found, as it may save tba risk of an accident when getting 
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under way through their being left amongst the machinery. 
In frosty weather, when not under steam, take the 
precaution to drain all water from cylinderis, jackets, 
pumps, condenser, and other places where it is likely 
to lodge ; keep the temperature of the engine-room above 
freezing-point, and this will obviate the danger of pipes 
bursting, or of the cylinders or other parts of the engines 
cracking or giving way when getting under steam again. 

Take every advantage of fair winds, for with a good 
stiff breeze and all sails set the engines can be linked up 
to more or less advantage ; depending, of course, on the 
force of the wind and the class (tf ship. When steaming 
against a strong head sea, and the ship plunging heavily, 
it has been found a good plan to link up sufficiently to 
reduce the speed two or three revolutions ; the ship will 
travel about as fast, the excessive strain on the engines 
will be reduced, and coal will be saved. 

Considering the high pressure of the steam now used, 
it is evident that increased care and attention must be 
bestowed upon the boilers. The life of a boiler depends 
upon the quality of its materials, its construction, and its 
treatment ; and as cleanliness, both within mid without, 
is the most important factor in the preservation of a 
boiler, it should be kept as free as possible from dirt and 
scale, and frequisntly subjected to careful examination, 
noting any signs of weakness, corrosion, or defects, and 
having them rectified, or the parts protected at the earliest 
possiUe moment. m 

Dirty tubes have the effect of diminishing the area of 
the passage through which the products of combustion 
necessarily pass, and consequently injure the draught to 
a corretsponding extent Soot cdso is a very bad oon- 
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d actor of heat, and considerable loss may thereby ensue 
from dirty heating surfaces; care should therefore be 
taken to keep them as clean as possible^ by sweeping the 
tubes regularly when under steam, and thoroughly clean- 
ing the combustion chambers and flues when in port. 
Even if steam can be easily maintained, it is more 
economical to keep the tubes clean than to allow them 
to become choked. A good plan is to have the smoke- 
boxes fitted with small sliding doors at the bottom, and 
by occasionally opening these and cleaning out the soot 
the tubes will run much longer without becoming choked 
— the draught being usually sufficient to draw the soot 
clear of the tube ends. 

The boiler bottom which is exposed to the action of 
the moisture and gases rising from the bilges should be 
kept perfectly clean, cmd protected by two or three coats 
of red lead or oxide of iron paint All leaky seams 
should be caulked immediately they are noticed, care 
being taken not to spring the plates at the edges by using 
too thin a caulking tool. 

When the main boilers are not fitted with any special 
arrangement for circulating the water while raising steam, 
the lower fires should be lighted at least twelve hours 
before steam is required, lighting the wing fires about 
four hours after the lower ones. By this means the 
water will become gradually heated, the expansion of the 
plates be more equal, and this will tend greatly to pre- 
vent leakage. Forcing the fires in order to get up steam, 
quickly turns a new boiler into an old one sooner perhaps 
than anything else, as it leads to leaky seams and tube 
ends^ and to injurious straining of the plates. 
- Ambi^ the various causes which make boilers. difficult 
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to steam^ the principal are inferior fuel and inefficient 
stoking. Boilers being designed to evaporate a certain 
quantity of water with a given quantity of a good quality 
of fuel, it is evident that if the fuel burnt is not up to 
the standard, a deficiency of steam must be the result 
That shortness of steam is due also to inefficient stoking 
is so well known that it only requires to be mentioned. 
Firemen should be instructed to break all large lumps of 
coal into pieces of a nearly uniform size before firing, as 
by this means a more equal and effective combustion will 
be maintained. A good deal of care is also required in 
cleaning the fires properly. They should never be pulled 
right out. It is much better to clean one side at a time, 
as -there will be less danger of the cold air injuring the 
plates, and of quantities of half-burnt coal being pulled 
out of the furnace. 

As economy in the consumption of fuel id of as much 
importance as economy in anything else, engineers should 
strive, by every means in their power, to prevent waste of 
coal. After the fires are cleared and before the ashes are 
hoisted out of the stokehold they should be carefully 
sifted and all coal and cinders taken out and only 
clinkers and small ashes that will not burn thrown over- 
board. This may be considered by some engineers to 
entail so much trouble as to be not at all commensurate 
with any saving that might be effected ; but there are 
cases, however, on record where ashes have been thrown 
away that were proved by analysis to have contained not 
less than 45 per cent of useful fuel. This would in such 
cases mean a saving of probably 5 or 6 per cent in the 
consumption of fuel, a result by no means to be despised. 

To overcome the objection, that it is too troublesome 



230 Triple and Quadruple Expansion Engines 

to separate the unbumed coal from the clinkers and 
worthless ashes, various mechanical appliances have been 
devised. 

The most noteworthy of these is probably the Ashes 
Washing Machine invented by Mr. Leoline A. Edwards, 
which separates the refuse from the fires into three por- 
tions, viz. : — 1. Unbumt fuel, called " breeze " or cinders, 
which can be mixed with coal and burnt over again, or 
used for blacksmiths' fires, being the finest material pro- 
curable for that purpose ; 2. Fine dust, useful for builders 
in place of sand; 3. Clinkers, for making roads, paths, 
concrete, etc. 

In the complete machine, that is with an extra sieving 
arraDgemeut and automatic feed (which are not shown in 
our illustration. Fig. 58), the action is as follows: — Over 
a pit there is fitted a grating of bars 2 inches wide, the 
stoker tips his ashes over this grating, and all that passes 
through is carried up by means of an elevator into the 
machine. The large clinkers which remain on the top 
of the grating are brushed ofi*, leaving the grating clear 
for the next barrowload of ashes. On entering the 
machine, the dust is removed at once by falling into a 
screen. The clinkers and breeze then enter the machine, 
to be washed and separated. The machine consists of a 
tank or compartment kept full of water, the ashes or 
breeze to be cleansed resting on a grating which is 
covered with perforated copper plate allowing a free 
passage for water, at the same time preventing the fuel 
or breeze falling through. The separation is efiected by 
an agitator worked off a crank shaft At each downward 
plunge, the water is forced upwards through the per- 
forated copper grating, causing the breeze and clinkers to 
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rise, when, owing to the gieater specific gravity of the 
clinker, on the return stroke it precipitates to the bottom ; 
at the same time, the breeze or unbumt fuel, being lighter, 
works to the surface ; and at each stroke of the crank a 
body of water and quantity of clean breeze is carried on 
to a perforated plate, allowing the water to return to the 
machine to be used over again. The clean breeze is 
swept off this plate by a revolving brush. The clinker 
accumulates on the copper plate, and ultimately falls into 
the body of the machine, whence it is thrown out by an 
elevator. 

In our illustration (Fig. 59), C is the outlet for clinker, 
E is the elevator, E the revolving brush, and B the outlet 
for breeze. These machines can be driven either by hand 
or power, according to size ; and the inventor states that 
cases are on record where firms on shore have been pay- 
ing two shillings a load to cart away ashes that produced 
by means of this machine as much as 45 per cent, of their 
weight in useful fuel, a result that must have been very 
gratifying to both purchaser and inventor. 

Ashpits should be always kept clear of ashes, otherwise 
there will be a deficient supply of air and a consequent 
loss of draught ; besides, if they are allowed to accumu- 
late to any great extent the fire-bars may become red- 
hot, and probably come down. Should there be any 
difficulty experienced in keeping steata from any cause 
ivhatever, it is more economical to link up the expansion 
or valve gear, until the full pressure can be maintained, 
than to have everything full open with a lower pressure. 

In vessels not fitted with evaporators or other appliances 
for condensing water to supply the waste in the boilers, 
incrustation is bound to take place, consequently every 
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Fig. S9.— Ashes WasLing Uachma, 
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precaution ought to be taken to reduce this evil as much 
as possible. No steam must be wasted, and the glands 
and safety valves should be kept perfectly tight 

Fires should always be banked at the front and not 
at the back, as it has been maintained that furnace fronts 
have frequently become leaky through the latter practice, 
the cold air acting on the fronts causing unequal expan- 
sion. Keep the ashpit dampers shut, and see that the 
smoke-box door and uptake are air-tight. The smoke-box 
doors should always be kept closed when under steam, 
and care taken to shut the furnace doors immediately 
after firing. 

After arriving in port, and when finished with steam, 
allow the fires to die out, keeping the furnace doors and 
dampers closed. Do not blow the boiler down, for if it 
is blown down when hot great injury is likely to ensue 
from too sudden contraction, but when the water is com- 
paratively cold it may be allowed to run into the bilges. 
Let the boiler dry thoroughly after the water is run out, 
and do not fill it again until just before the fires require 
to be lighted. 

The boilers, steam pipes, and cylinders should be kept 
well covered to prevent loss of heat by radiation, and any 
part becoming exposed should be re-covered without delay. 

There are numerous other minor matters in the man- 
agement of triple and quadruple expansion engines and 
boilers that require attention, but as they are equally 
necessary with other engines, and must have already come 
under the notice of every intelligent and careful engineer 
who has had experience with ordinary marine engines, 
they need not be gone into here ; but it may be added, by 
wajr of encouragement, that the more care and attention 
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bestowed by an engineer upon the engines and boilers 
committed to his care, the more amply will he be repaid 
through the freedom from worry and annoyance that can 
only be realised by keeping machinery in the highest 
condition of eflSciency, and by the consciousness of the 
fact that he has faithfully discharged his duty to those 
who have entrusted him with much valuable property. 






CHAPTEK X. 

Specification of Triple Expansion Marine Engines — Cylinders — Cylinder 
Covers — Pistous—Slide Valves — Valve Gear—Piston-Rods — Counec- 
ting-Rods— Columns — Air-Pump— Circulating-Pnmp—Feed-Pumps — 
Bilge - Pumps — Condenser — Evaporator — Drain Trap — Bed-plate — 
Crankshaft — Shafting — Propeller — Turning Gear — Telegraph — Start- 
ing Gear — Throttle Valve— Donkey Engine — Sanitary Pump — Ballast 
Engine — Pi pes, Lu bricators, etc. — Conditions — Boilers — Tubes — 
Staying — Funnel and Uptake— Mountings — Ventilators. 

Although an engineer is expected to be quite con- 
versant with every detail of modern marine engines and 
boilers, it is very seldom indeed that he has an oppor- 
tunity of seeing tlie actual specification, containing the 
dimensions and other conditions under which the 
machinery under his care has been constructed ; and 
it may consequently help to make his knowledge of such 
matters more complete if he has placed before hijn a 
typical specification of the present day. 

The following copy of a specification for . triple 

expansion engines and boilers for a steamer of 

tons indicated horse - power, and similar in 

most respects to the P. & O. Company's s.s. Aden, 
has been kindly furnished by Messrs. Eichardson of 
Hartlepool, the builders of that vessel, for insertion in 
this work. 

tt5 
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SPECIFICATION OF TRIPLE EXPANSION 

ENGINES. 

Ctundebs. 

The cylinders to be three in number :-^The first or 
high-pressure cylinder to be 28 inches diameter. The 
second or intermediate cylinder to be 46 inches diameter. 
The third or low-pressure cylinder to be 77 inches 
diameter. The stroke to be 4 feet in each case. All 
the cylinders to be thoroughly sound castings of hard 
close-grained iron, and fitted with working liners smoothly 
and truly turned and bored. The high-pressure cylinder 
to have a piston slide valve arranged to take steam at 
the centre, and exhaust at the ends. The piston valve 
to have loose working liners secured by flanges and studs. 
The intermediate and low-pressure cylinders to have flat 
slide valves, and loose working faces secured by Muntz 
metal pins, recessed so that the heads are -|- inch below 
the flush. The face to be five-ported. 

The high-pressure and intermediate cylinders to be 
lagged vdth non-conducting cement 2 inches thick, and 
covered with sheet-iron. Low-pressure cylinder to be 
covered with felt and sheet-iron. The cylinders to be 
fitted with all necessary drain cocks, and pipes led to 
condenser, bilge, and drain tank. All cbrains to be 
worked from the starting platform. Belief valves to be 
fitted to top and bottom of cylinders, also indicator 
cocks and suitable gear. 

Cylinder Covers. 

To be of double form, having strong ribs^ and to be 
chequered on top, to have lugs and shackles on cylinder. 
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and valve covers with suitable lifting gear, and strong 
beam fitted with suitable travellers. Grease cocks to be 
fitted to IP and LP cylinder covers. 

Pistons. 

The pistons to be of double form, having metallic 
packing. The HP and IP to be fitted with Bamsbottom's 
rings, and the LP with a packing-ring and coil springs. 

The junk-ring studs to be of wrought-iron Ij inch 
diameter with the nuts secured by stout steel pins. 
A square to be formed on studs close to <piston, and the 
holes on junk-rings recessed to suit 

Slidb Valves. 

The HP cylinder piston valve to be fitted with 
approved packing-rings. The rings to form the cutting- 
off edges, both for steam and exhaust. The IP and LP 
slide valves to be double ported. All valves to be 
accurately fitted. 

Valve spindles to be guided at top by brass bushes, 
and at bottom by strong adjustable guide bracket of 
large surfaca 

Valve Gear 

To have long bar-links of steel. Working parts to 
have phosphor-bronze bearings of large surface, all to 
be adjustable. Weigh-shaft to have caps, so that wear 
can be taken up. Eccentric-pulleys of cast-iron with 
cast-brass liners. Eccentric-rods and straps of wrought 
iron with adjustable ends and large bearing surface. 
An adjustable expansion arrangement to be fitted to 
each cylinder. 
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PiSTON-EODS. 

The piston-rods to be of mild ingot steel, all to be 
8^ inches in diameter, to be guided below by adjustable 
cast-iron shoes fitted on ahead side with white metal of 
large surface, to have gudgeons fitted to piston-rods for 
working the pumps. 

Metallic packing to be fitted to HP piston-rod gland. 

All piston-rod glands to be fitted with geared nuts and 
wheel for uniform tightening, and to have locking arrange- 
ment for securing the gland. 

CONNECTING-KODS. 

The connecting-rods to be of the best hammered scrap 
iron, 9 feet 6 inches between centres, fitted with ad- 
justable ends — the top phosphor-bronze and the bottom 
of strong cast-iron with white metal strips. 

Columns. 

The front columns to be of cast-iron of the inverted 
Y box form, and arranged as oil tanks having lock-cocks 
and sludging-doors fitted. 

The guide plates to be bolted to the columns. The 
go-ahead guide to be fitted for water to circulate at the 
back. 

Feet of columns to be of large surface securely bolted 
to bed-plates and cylinders by turned and fitted bolts. 

« 

AlR-PUMPS. 

The air-pump to be worked by levers connected with 
tlie after engine, and of suflBcient capacity for working by 
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common injection. The working barrel, bucket, valve 
seats and guards to be of brass, and the pump-rod to be 
of Muntz metal. The air-pump rod to be guided by means 
of a bracket with adjustable bushes fitted to the condenser 
Thompson's metallic disc valves to be supplied and 
so arranged as to be capable of being replaced without 
removing the crosshead. 

C1RCULA.TING-PUMP. 

The circulating-pump to be double acting, and worked 
by the same levers as the air-pump ; the working barrel, 
bucket, valve seats, and guards tp be of brass ; the pump- 
rod to be of Muntz metal and the valves of india-rubber 
or vulcanised fibre. 

A bilge injection pipe to be fitted to the circulating- 
pump. 

Feed-Pumps. 

To have two feed-pumps of cast-iron with plungers 
and valves of brass, each capable of supplying the boiler 
with suflQcient water when the engines are working at 
full power. Each pump to be fitted with a gun-metal 
escape valve with adjustable spiral spring, and with 
separate cocks or valves on the suction pipes. Each 
pump also to have a non-return self-acting valve on the 
discharge branch to enable the valves of one pump to be 
examined while the other pump is working. Air vessels 
to be fitted to the pumps. 

Bilge-Pumps. 

To have two bilge-pumps of cast-iron with valves and 
valve seats of brass, and having stop-cocks or valvea 
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fitted on suction and self-acting check- valves on delivery 
pipes between the pumps and ship's side. A bilge suction 
chest to be fitted in a convenient position in the engine- 
room, and fitted with valve connections for each com- 
partment of the ship. 

One bilge-pump to be arranged to draw from the sea, 
and discharge on deck. 

Condenser. 

The condenser to be of cast-iron, and arranged to 
form part of the framing for supporting the cylinders, to 
be firmly secured to the bed-plate and cylinders by 
means of turned and fitted bolts, the air and circulating 
pumps to be bolted to the condenser. Tubes to be of 
solid drawn brass, secured in brass tube plates 1 inch 
thick, by brass screwed ferrules with cotton packing. 
The cooling surface not to be less than 4200 square feet, 
to have man and sludge doors, soda-cocks and auxUiary 
feed-cock, — all bolts exposed to the action of the water 
to be of Muntz metal with brass nuts. 

Evaporator. 

Morison's patent evaporator and feed-heater of ample 
capacity to be supplied and fitted. The feed-heater to be 
placed on the feed suction pipe, so that all the water 
from the hot well to the feed-pumps passes through the 
feed-heater, and is heated by the steam generated in the 
co-operator. 

Drain Trap. 

Two pulsator automatic drain traps (Morison's patent) 
to be fitted to the IP and LP receivers, to automatically 
remove any water that may accumulate. 
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Bed-Plate. 

The bed-plate to be a strong casting on the box system, 
in three pieces, securely bolted together by turned and 
fitted bolts, and having strong pedestals for receiving the 
shaft-bearings. 

Main-bearing brushes to be of strong cast-iron, lined 
with white metal, and fitted with polished wrought-iron 
caps secured by iron bolts and nuts. 

The bed-plate to have extra strong flanges for bolting 
to the engine seating. 

Crankshaft. 

The crankshaft to be a built shaft made in three 
pieces, with flanged couplings on each end ; each piece 
to be an exact duplicate of the other. 

The shafts and pins to be of ingot steel, without mark 
or flaw, and the webs to be of best selected scrap-iron. 
The three shafts to be bolted together, and to receive f 
finishing cut in the lathe. 

Shafting. 

The propeller - shaft to be fitted with heavy solid 
brass liners. The tunnel bearings to be of cast-iron, 
with shell covers, and lined with white metal on the 
bottom. 

A horse-shoe thrust-block of large surface (lined with 
white metal) to be fitted with a plain bearing imme- 
diately behind it, but separate and adjustable. 

An efficient water service to be provided for all 
bearings. 

The bearing at outer end of stem-tube to be of brass, 

Q 
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with lignum vitse strips not less than 56 inches long 
Inner bearing of brass. 

Stern-tube neck bush of brass, and gland bushed with 
brass, with iron studs and brass nuts. 

Pbopeller. 

The propeller to have adjustable blades. Box to be 
of cast-iron, of spherical Jorm, with four cast-steel blades 
with oval holes to vary pitch 3 feet ; studs of steel 
with brass-capped nuts and lock pins ; propeller, 1 8 
feet diameter; pitch variable, from 22 to 25 feet; sur- 
face not less than 98 square feet. 

The propeller-blades to be sheathed with brass on 
back over one-third of their area from the tip. 

Turning Gear. 

The turning gear to consist of a powerful worm and 
wheel fitted on shaft in engine-room near to the bulk- 
head, and to be worked both by hand and from the 
ballast-donkey, and to be arranged so that it can be 
conveniently disengaged. 

Telegraph. 

To have a Chadburn's repeating telegraph from bridge 
and flying bridge to engine-room, with lamps, etc. A 
speaking-tube to be fitted from starting platform to the 
captain's bridge. 

Starting Gear. 

To have a powerful starting gear, to be worked by steam 
tnd hand. Auxiliary starting valves to be fitted to the 
first and second receivers. 
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Throttle Valve, etc. 

To have a butterfly throttle valve ; also a strong stop- 
valve worked from the starting platform, and placed 
immediately behind the throttle valve. 

Donkby-Enqink 

To have a double-acting donkey-engine, 9 inch cylinder, 
4^ inch pump, to take steam from main and donkey 
boilers, and to exhaust to winch tank and condenser. 
The donkey to draw from sea, bilge, and hot well, and to 
deliver on deck, overboard, through condenser, and into 
boilers. To have separate feed-pipes and check-valves 
from main feed-pumps, aud to supply donkey boiler and 
sanitary tanks. 

Sanitaey Pump. 

A sanitary pump to be fitted, worked by main engines, 
to draw from the sea, and to deliver into tanks on deck. 
The pump to be strongly constructed; all pins of large 
surface and all bearings adjustable. 

Ballast Engikr. 

To have a double-acting water ballast engine, 10 inch 
cylinder, 5^ inch pump, to pump from tank or bilges, 
and to deliver overboard or through condenser. 

Pipes, Lubricatobs, inu 

To have a complete set of pipes for a working pressure 
of 160 lbs. Main steam-pipe not less than ^ inch 
thick. Bilge pipes of lead. Bilge discharge pipes of 
strong cast-iron. 
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All necessary relief yalyes, lubricators, grease cups, 
etc. to be provided ; also one Qrandison's patent sight 
feed lubricator, connected to HP valve-casing. 

ladders, platforms, and handrails in engine-room and 
stokehold as may be required for the convenient working 
of the engines. 

Stokehold plates of chequered cadt-iron, with strong 
wood platform under them. 

The engines to have three coats of paint of approved 
colour, and one of varnish. 

The engine-room to be neatly painted, grained, and 
varnished. 

The whole of the machinery to be of the best 
materials and workmanship, carefully fitted on board 
ship, and finished in. a^ first-class manner, ia accordance 
with this specification. 

The engines to be afterwards tried at moorings and at 
sea, and proved satisfactorily efficient in all respects. 

The engines and boilers to be guaranteed against all 
breakages and defecto.ariamg from imperfect workman, 
ship or bad materials for six months after completion. 



SPECIFICATION FOR TWO DOUBLE-ENDED 

BOILERS. 

To be of .mild steel, 15 feet 3 inches diameter, 17 feet 
iong, to pass Board of Trade and Lloyds' Survey for a 
working pressure of 160 lbs. To have in all 12 Moriscm's 
suspension furnaces, made of mild steel of a tensile 
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si^e-Dgth, not exceeding 36 tons per ' square? inch. 
Diameter of furnaces, 45 inches. 

All butts and seams to be kept from the action of the 
fire where practicable. 

Drawings of boilers to be submitted for approval 
before constructing. 

Kichardson's improved doors to each furnace. 

Boilers to be covered with non-conducting cement, 
neatly secured with galvanised wrought-ii*on sheets. 

Zinc plates to be fitted in boilers, to prevent galvanic 
action. 

Tubes and Stay Tubes. 

Stay tubes to be screwed into back tube-plates, and to 
have nuts outside and inside front tube-plates. 

Plain tubes 3^ inches diameter, 4^ inches pitch, to 
project 1^ inches from front tube-plates. Back ends of 
tube to be leaded. 

Staying. 

The staying to be arranged to meet the requirements 
of the Board of Trade and Lloyds, for a working pressure 
of 160 lbs. 

Funnel and Uptakes. 

The funnel to be of ample size (about 20 per cent, in 
excess of the tube area). The front of uptakes to be fitted 
with baffle plates, in accordance with drawings submitted. 

Damper to be fitted in funnel uptake, worked from 
engine-room. 

All necessary manhole and manhole- doors, furnace- 
doors, fire-bars, bearers, dead-plates, etc., to be supplied 
and fitted in a first-class manner. 
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Mountings. 

Each boiler to have one stop-valve and two spring 
safety valves, with suitable easing gear, worked from 
engine-room^ 

All feed-check valves, water-gauge, and test-cocks to 
have brass-packed plugs. 

Internal feed-pipes to deliver between tubes. 

Blow-oflf cocks to be fitted in line of centre wing 
furnace. 

Test and salinometer cocks to be fitted to each boiler. 

Vbntilatoks. 

Two ventilators to be placed in each stokehold, with 
shifting cowls and gear worked from the stokehold. An 
ash hoist to be fitted in each stokehold. 
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How Ready. 

Its contents comprise neariy every conceivable breakdown at sea, and 
the methods of repair in each case are written in a plain and popular style, 
SO as* to be easily followed in similar cases of emergency, and being 
copiously illustrated, should prove of very great value to aSl classes of 
Marine Elngineers. 

" This is a book for which seagoing engineers will be grateful. The 
language is simple and direct. The numerous illustrations are all of great 
practical use." — Engineers* Gatette. 
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Market. 
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admirable illustrations, the principles of refrigerating machinery may be 
thoroughly become acquainted witn." — Grimsby News. 
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Its contents include all the principal questions given during the last ten 
years and up to the date of publication. As each one is worked out in 
full, and illustrated by diagrams wherever necessary, the possession of this 
work will enable any Engineer of ordinary ability, to master the subjects 
embraced in this Examination. 

" The author is to be congratulated on having produced a book which 
will be of considerable value to intending candidates. The explanations 
are always full, and the formulae are carefully analysed.'' — Steamship. 

" The author may further claim the distinction of having contributed to 
current literature a work which is in itself unique, constituting a guide to 
the higher examination, and which is as complete as it is reliable."— 
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" The solutions are so clearly expressed and so well illustrated by 
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understand the language used and the sketches provided for his in- 
struction.*' — Engineers^ Gazette. 
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This work has been written to meet the demand for an "up to date " 
book on drawing and designing marine engines and boilers, which would 
be suitable for seagoing engineers, and for those who are unacquainted 
with the routine of the work carried on in a drawing office. 

"The method adopted by the author cannot but be admired, keeping in 
view the class for wmch it has been iprodLMCedi'* journal of Commerce. 

" This work has evidently been very carefully prepared, and has twenty- 
seven well executed illustrations besides twenty-one large plates." — 
Efigifteets' Gazette. 

" It should certainly prove of great value to those engineers who have 
not had the advantages which a period of work in a drawing office 
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commend it." — The Steamship. 
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